RUBEROID 



BUILT-UP ROOFINGS AND FLASHINGS 

















The right built-up roof for any job—from ONE source! 


^No substitutions are necessary, when you specify Ruber- 
oid! The Ruberoid Co. makes all types of built-up roofing— 
in specifications to meet any project you have in mind— 
bonded for 10, 15 or 20 years. 

Ruberoid Approved Roofing Contractors are ready to give 
practical assistance in planning and executing your next 
built-up roof—assistance that is based on long experience, 
and backed up by the full resources of a complete line of 
Ruberoid materials. For centralized responsibility, for 
quality and performance, for planned results—call in a 
Ruberoid Approved Roofer today! 

TABULAR INDEX TO RUBEROID ROOFING SPECIFICATIONS 


BOARD SHEATHING DECK (without insulation) 


Bond 

(Yrs.) 

Incline 

(Inches 

per 

ft.) 

Pitch and Tarred Felt, 
Gravel or Slag Finish 

Asphalt Felt 
and Asphalt, 
Gravel or 
Slag Finish 

Combination 

(Asbestos Felt 
and 

Asphalt Felt), 
Smooth Finish 

Asbestos Felt 
and Asphalt, 
Smooth Finish 

Dubl-Coverage, 

Mineral 

Surface 

Flat 

Deck 

Spray 

Deck 

Steep 

Deck 


0-1 

#106 

#106SD 


.... 





1-2 

#106 

#106SD 


#108 

#ioo 



10 

2-3 

.... 



#103 

#100 

• • • • 



3-4 

.... 



#108 

#ioo 

• • • • 

#1*02 


4-5 

.... 



.... 

#100 

• • • • 

#102 


0-1 

#151 

#151SD 


.... 





1-2 

#151 

#151SD 


#153 

#156 

#150 


15 

2-3 

.... 


#151STP 

#153 

#156 

#150 



3-4 

.... 


#151STP 

#153 

#156 

#150 

#159 


4-5 

.... 


#151STP 

.... 

#156 

#150 

#159 


0-1 

#202 

#202SD 



.... 




1-2 

#202 

#202SD 


#204 

#208 

#200 


20 

2-3 

.... 


#202STP 

#204 

#208 

#200 



3-4 

.... 


#202STP 

#204 

#208 

#200 



4-5 

.... 


#202STP 

.... 

#208 

#200 

.... 


BOARD SHEATHING DECK (with rigid insulation*) 


Bond 

(Yrs.) 

Incline 

(Inches 

per 

«.) 

Pitch and Tarred Felt, 
Gravel or Slag Finish 

Asphalt Felt 
and Asphalt, 
Gravel or 
Slag Finish 

Combination 

(Asbestos Felt 
and 

Asphalt Felt), 
Smooth Finish 

Asbestos Felt 
and Asphalt, 
Smooth Finish 

Dubl-Coverage, 

Mineral 

Surface 

Flat 

Deck 

Spray 

Deck 

Steep 

Deck 


0-1 

#106 

#106SD 







1-2 

#106 

#106SD 


#109 

#ioi 



10 

2-3 

.... 



#109 

#101 

.... 



3-4 

.... 



#109 

#101 

• • • • 

#1*03 


4-5 

.... 



.... 

#101 

. . • . 

#103 


0-1 

#151 

#151SD 


.... 





1-2 

#151 

#151SD 


#154 

#157 

#158 


15 

2-3 

.... 



#154 

#157 

#158 



3-4 

.... 



#154 

#157 

#158 

#160 


4-5 

.... 

i----- 


.... 

#157 

#158 

#160 


0-1 

#202 



.... 

.... 




1-2 

#202 



#205 

#209 

#210 


20 

2-3 

.... 



#205 

#209 

#210 



3-4 

.... 



#205 

#209 

#210 



4-5 

.... 



• • • • 

#209 

#210 

.... 


* In any of the above specifications, if one or more sheets of application of all the roofs indicated shall proceed as over 

felt underlay are installed under the insulating material, the poured concrete decks, mopping solid. 


For your greatest convenience... 

This catalog has been arranged to help you determine, 
quickly and easily, the correct specification to meet your 
particular roofing needs. 

To find the right roofing specification number, use the fol¬ 
lowing tables, which are based on the three known condi¬ 
tions governing the type of roof desired: 

1. Material of roof deck, 

2. Incline of roof deck, and 

3. Number of years of bond required. 

Then turn to the specifications themselves, which are in 
numerical order (see Page Index on page 5). 










































































































8a 


POURED CONCRETE PECK (with or without insulation) 7 


Bond 

(Yrs.) 

Incline 

(Inches 

per 

ft.) 

Pitch and Tarred Felt, 
Gravel or Slag Finish 

Asphalt Felt 
and Asphalt, 
Gravel or 
Slag Finish 

Combination 
(Asbestos Felt 
and 

Asphalt Felt), 
Smooth Finish 

Asbestos Felt 
and Asphalt, 
Smooth Finish 

Dubl-Coverage, 
Mineral 
Surface 

Flat 

Deck 

Spray 

Deck 

Steep 

Deck 

10 

0-1 

1-2 

2- 3 

3- 4 

4- 5 

#107 

#107SD 


#109 

#109 

#ioi 

#101 

#1°’ 

#101 

.... 

#i03 

#103 

15 

0-1 

1-2 

2- 3 

3- 4 

4- 5 

#152 

#152SD 

• ».... 

#152STP 
#152STP 
#152STP 
#152STP 

#154 

#154 

#154 

#157 

#’57 

#157 

#157 

#1*58 f 
#158f 
#158t 
#158f 

#160 

#160 

20 

0-1 

1-2 

2- 3 

3- 4 

4- 5 

#203 

#206, 206A* 

#203SD 

#203STP 

#203STP 

#203STP 

#203STP 

#205 

#205 

#205 

#209 

#209 

#209 

#209 

#201,2101 

#201,210- 

#201,210' 

#201,210- 




^ PRECAST CONCRETE TILE or BOOK TILE DECK (with or without insulation) 


10 

0-1 

1-2 

2- 3 

3- 4 

4- 5 

#107 

#107SD 


#109 

#109 

o o o o | 

.... 

#i03 

#103 

15 

0-1 

1-2 

2- 3 

3- 4 

4- 5 

#152 

• • • • 

#152SD 

#152STP 
#152STP 
#152STP 
#152STP 

#154 
#! 54 
#154 

#157 

#157 

#!57 

#157 

#1*5 8 f 
#158f 
#158f 
#158f 

#150 

#160 

20 

* C,™ 44 - 

0-1 

1-2 

2- 3 

3- 4 

4- 5 

9 ft A 4 — 

#203 

#206, 206A* 

#203SD 

#203STP 

#203STP 

#203STP 

#203STP 

#205 

#205 

#205 

#209 

#209 

#209 

#209 

#201, 21 Of 
#201, 21 Of 
#201, 210f 
#201, 21 Of 

.... 


* Spec. #206 is for use under promenade tile. with mortar bed. t For use with rigid insulation only. 

*Spec. #206A is for use under promenade tile with plastic bed. 


3 POURED GYPSUM DECK 


Bond 

(Yrs.) 

Incline 

(Inches 

per 

ft.) 

Pitch and Tarred Felt, 

Gravel or Slag Finish 

Asphalt Felt 
and Asphalt, 
Gravel or 
Slag Finish 

Combination 
(Asbestos Felt 
and 

Asphalt Felt), 
Smooth Finish 

Asbestos Felt 
and Asphalt, 
Smooth Finish 

Dubl-Coverage, 

Mineral 

Surface 

Flat 

Deck 

Spray 

Deck 

Steep 

Deck 


0-1 

#106 

#106SD 







1-2 

#106 

#106SD 


#1*09 

#1*00 

.... 

• • • • 

10 

2-3 

.... 



#109 

#100 

• • • • 

• • • • 


3-4 

.... 



.... 

#100 

.... 

#102 


4-5 

.... 



.... 

#100 

.... 

#102 


0-1 

#151 

#151SD 



.... 




1-2 

#151 

#151SD 

#152STP 

#154 

\#1*56 

#1*50 

• • • • 

15 

2-3 

.... 


#152STP 

#154 

#156 

#150 

• • • • 


3-4 

.... 


#152STP 

#154 

#156 

#150 

#159 


4-5 

.... 


#152STP 

.... 

#156 

#150 

#159 


0-1 

#202 

#202SD 


• • • • 

.... 




1-2 

#202 

#202SD 

#203STP 

#205 

#208 

#200 

.... 

20 

2-3 

• • • • 


#203STP 

#205 

#208 

#200 

.... 


3-4 

.... 


#203STP 

#205 

#208 

#200 

.... 


4-5 

.... 


#203STP 


#208 

#200 

.... 


3 








































































































































PRECAST GYPSUM BLOCK DECK 


Bond 

(Yrs.) 

Incline 

(Inches 

per 

no 

Pitch and Tarred Felt, 
Gravel or Slag Finish 

Asphalt Felt 
and Asphalt, 
Gravel or 
Slag Finish 

Combination 
(Asbestos Felt 
and 

Asphalt Felt), 
Smooth Finish 

Asbestos Felt 
and Asphalt, 
Smooth Finish 

Dubl-Coverage, 

Mineral 

Surface 

Flat 

Deck 

Spray 

Deck 

Steep 

Deck 


0-1 

#106 

#106SD 







1-2 

#106 

#106SD 


#109 

#100 

.... 

.... 

10 

2-3 

.... 



#109 

#100 

• • • • 

• • • • 


3-4 

.... 



.... 

#100 

• • • • 

#102 


4-5 

.... 



.... 

#100 

.... 

#102 


0-1 

#151 

#151SD 







1-2 

#151 

#151SD 


#154 

#156 

#150 

• • • • 

15 

2-3 

.... 


#151STP 

#154 

#156 

#150 

• • • • 


3-4 

.... 


#151STP 

#154 

#156 

#150 

#159 


4-5 

.... 


#151STP 

.... 

#156 

#150 

#159 


0-1 

#202 

#202SD 


.... 





1-2 

#202 

#202SD 


#205 

#208 

#200 


20 

2-3 

.... 


#202STP 

#205 

#208 

#200 



3-4 

• • • • 


#202STP 

#205 

#208 

#200 



4-5 

* # # # 


#202STP 

.... 

#208 

#200 



GYPSUM PLANK DECK (without Insulation) 


Bond 

(Yrs.) 

Incline 

(Inches 

per 

ft.) 

Pitch and Tarred Felt, 
Gravel or Slag Finish 

Asphalt Felt 
and Asphalt, 
Gravel or 
Slag Finish 

Combination 
(Asbestos Felt 
and 

Asphalt Felt), 
Smooth Finish 

Asbestos Felt 
and Asphalt, 
Smooth Finish 

Dubl-Coverage, 

Mineral 

Surface 

Flat 

Deck 

Spray 

Deck 

Steep 

Deck 

1 A 

0-1 

#106 

#106SD 






10 

1-2 

#106 

#106SD 


. 

— 

.... 

.... 

i e 

0-1 

#151 

#151SD 






15 

1-2 

#151 

#151SD 


.... 

.... 

.... 

.... 

AA 

0-1 

#202 

#202SD 






20 

1-2 

#202 

#202SD 


.... 

.... 

.... 

.... 


GYPSUM PLANK DECK (with rigid insulation) I 


Bond 

(Yrs.) 

Incline 

(Inches 

per 

«.) 

Pitch and Tarred Felt, 
Gravel or Slag Finish 

Asphalt Felt 
and Asphalt, 
Gravel or 
Slag Finish 

Combination 
(Asbestos Felt 
and 

Asphalt Felt), 
Smooth Finish 

Asbestos Felt 
and Asphalt, 
Smooth Finish 

Dubl-Coverage, 

Mineral 

Surface 

Flat 

Deck 

Spray 

Deck 

Steep 

Deck 


0-1 

#107 

#107SD 







1-2 

#107 

#107SD 


#109 

#101 

.... 

• • • • 

10 

2-3 

• • • • 



#109 

#101 

.... 

• • • • 


3-4 

• • • • 



• • • • 

#101 

• • • • 

#103 


4-5 

• • • • 



.... 

#101 

.... 

#103 


0-1 

#152 

#152SD 


• • • • 





1-2 

#152 

#152SD 


#154 

#157 

#158 

.... 

15 

2-3 




#154 

9^157 

Jl \58 


3-4 

.... 



7T 1 

#154 

TT 1 w,/ 

#157 

TT 1 

#158 

#160 


4-5 

.... 



.... 

#157 

#158 

#160 


0-1 

#203 

#203SD 


• • • • 

_ 




1-2 

#203 

#203SD 


#205 

#209 

#210 


20 

2-3 

.... 



#205 

#209 

#210 



3-4 

.... 



#205 

#209 

#210 



4-5 

.... 



.... 

#209 

#210 



A 







































































































































STEEL DECK (with rigid insulation*) 


Bond 

(Yrs.) 

Incline 

(Inches 

per 

ft.) 

Pitch and Tarred Felt, 
Gravel or Slag Finish 

Asphalt Felt 
and Asphalt, 
Gravel or 
Slag Finish 

Combination 
(Asbestos Felt 
and 

Asphalt Felt), 
Smooth Finish 

Asbestos Felt 
and Asphalt, 
Smooth Finish 

Dubl-Coverage, 

Mineral 

Surface 

Flat 

Deck 

Spray 

Deck 

Steep 

Deck 


0-1 

#107 

#107SD 







1-2 

.... 



#109 

#ioi 

.... 

.... 

10 

2-3 




#109 

01 




3-4 

.... 



Tr 

TT'VI 

#101 


#103 


4-5 

.... 



.... 

#101 

.... 

#103 


0-1 

#152 

#152SD 







1-2 

.... 


#152STP 

#154 

#157 

#158 


15 

2-3 

.... 


#152STP 

#154 

#157 

#158 

.... 


3-4 

.... 


#152STP 

#154 

#157 

#158 

#160 


4-5 



#152STP 


#157 

#158 

#160 


0-1 

#203' 

#203SD 



.... 




1-2 

.... 


#203STP 

#205 

#209 

#210 


20 

2-3 

... ’. 


#203STP 

#205 

#209 

#210 



3-4 

.... 


#203STP 

#205 

#209 

#210 



4-5 

.... 


#203STP 


#209 

#210 



Ruberoid will not issue bonds on built-up roofs applied di- to the steel deck by either moppings of steep asphalt or by 

rectly over steel decks. The steel decks must first be covered mechanical means as directed by the insulation manufacturer, 

with at least 1 in, of apprdved rigid roof insulation secured Bonds will then be issued as indicated on page 6, 


TABULAR INDEX TO RUBEROID FLASHTITE FLASHINGS 


CONDITIONS 

ENDORSEMENTS 

10-year 

15-year 

20-year 

Brick walls with metal base and counter flashing—WOOD DECK 

Brick walls with metal base and counter flashing—CONCRETE DECK 

#6A 

#6A 

#6 A 

OR INSULATION 

#6B 

#6B 

#6B 

Brick walls with metal counterflashing only 

#6 

#6 

#6 

Brick walls to be covered—inside face and top 

#4 

#5 

#5 

CONCRETE WALLS TO BE COVERED—INSIDE FACE AND TOP 

#4 

#5 

#5 

Brick walls—composition base flashing—no metal 

#3 



Concrete walls—composition base flashing—no metal 

#7 

.... 


Brick walls with masonry flashing block 

#8 

#8 

#8 

Concrete walls with integral flashing recess 

#8A 

#8A 

#8A 


3 Page Index to all Ruberoid Specifications 



BONDED 

ROOFS 


SPECIAL ROOFS 

Spec. No. 

Page 

Spec. No. 

Page 

Spec. No. 

Page 

100 

6 

156 

16 

Promenade (206) 

26 

101 

7 

157 

16 

Promenade (206A) 

26 

102 

7 

158 

17 

Industrial 

27 

103 

8 

159 

17 

Garden 

27 

106 

8 

160 

18 



106SD 

9 

200 

18 



107 

9 

201 

19 

ENDORSED FLASHINGS 

107SD 

10 

202 

19 



108 

10 

202SD 

20 

Type No. 

Page 

109 

11 

202STP 

20 

3 

29 

150 

11 

203 

21 

4 

29 

151 

12 

203SD 

21 

5 

29 

151SD 

12 

203STP 

22 

6 

30 

151STP 

13 

204 

22 

6A 

30 

152 

13 

205 

23 

6B 

30 

152SD 

14 

208 

23 

7 

31 

152STP 

14 

209 

24 

8 

31 

153 

15 

210 

24 

8A 

31 

154 

15 
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RUBEROID 














































































RUBEROID BONDED ROOFING SPECIFICATIONS 

GENERAL REQUIREMENTS FOR ALL RUBEROID SPECIFICATIONS (; 


ROOFING 

Unless otherwise specifically stated in any case, the terms here¬ 
under listed shall be construed in accordance with definitions as 
follows: 

Manufacturer — The RUBEROID CO., whose main office is at No. 
500 Fifth Avenue, New York 18, N. Y. 

Contractor — The Roofing Contractor, who must be approved by 
the manufacturer. 

The contractor shall inspect the roof surfaces and shall not proceed 
with roofing work until all defects reasonably apparent by proper in¬ 
spection and which might injure the roofing, have been remedied by 
others. 

Roof surfaces shall be swept clean and free of all loose material 
before proceeding with roofing work. 

The contractor shall afford all necessary facilities for inspections 
by the manufacturer. 

General Notes: 

Note 1. Insulated Roofs — If this roof is applied over insulating 
material, the insulation must be firm, capable of withstanding traffic 
without crushing, and of a type that will retain nails. Provisions must 
be made that no more insulation shall be laid at one time than can be 
promptly protected by roofing in the event of sudden weather changes. 
A felt cut-off shall be mopped along the edge of insulation at a dis¬ 
tance not greater than one width of the insulating material from 
parapet walls, curbs and other openings. 

Note 2. Leader Heads , Vents , etc. — Leader heads, vents, and 
other openings shall be furnished with metal flanges of sufficient width 
to permit proper connections with the roofing. If not so furnished an 
exception of responsibility will be taken for any leaks which may de¬ 


velop immediately adjacent. Flanges of scuppers, gutters, gravel 
guards, finishing or edging strips, leader heads and vents shall be set 
on top of all felts, nailed and double felt stripped. 

Note 3 — Directions covering the application of felt flashing rein¬ 
forcement around all walls and vertical surfaces must be followed as 
outlined in the section entitled “Requirements For Applying Ruberoid 
Bonded Roofs” (as shown in Ruberoid’s Bonded Specifications Book), 
which is made a part of this application. 

Bonds: 

The Manufacturer’s Surety Bond Guaranty as issued by the Na¬ 
tional Surety Corp. of New York, N. Y., covering a period of ten, 
fifteen, or twenty years from date of completion of the work, depend¬ 
ing on the specification applied, shall be furnished. 

Note This guarantee is not given on jobs of less than 50 squares, 
nor in such portions of the United States as are not covered by the 
Manufacturers Inspection Service, except by special arrangement 
with the Manufacturer. 

FLASHING 

Endorsements: 

The Ruberoid Co. shall furnish on Ruberoid Flashtite Flashing in- 0 
stalled strictly in accordance with specification instructions during the ^ 
application of a Ruberoid Bonded Roof, The Ruberoid Co. Surety 
Bonfl Guaranty as issued by the National Surety Corp. of New York, 

N. Y., covering a period of ten, fifteen, or twenty years from date of 
completion of the work, depending on the specification applied. Under 
no circumstances, however, shall the period of the Flashing Endorse¬ 
ment exceed the period of the bond covering the roof with which the 
flashing is used, nor does it cover any metal base or counter-flashing 
ihis guarantee is not given in such portions of the United States as 
are not covered by Ruberoid Inspection Service. 


SPEC. NO. 100 (10-year Bond) 

For use over board sheathing, poured gypsum* or precast 
gypsum block* 

(Not to be used on inclines less than I" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond, installed in accordance with conditions and specifi¬ 
cations as hereinafter set forth. 

Work by Others: The roof deck must be constructed of seasoned 
lumber, dressed on upper side, dry and free from large cracks and 
knot holes. Roof boards must be securely nailed in place, leaving no 
nail heads above the wood surfaces. Surfaces must be properly 
graded to outlets and cant strips provided in the angle formed between 
the roof and vertical surfaces. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free from traces of frost or ice, smooth and properly 
graded to drains or outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First Lay one ply of Ruberoid No. 30 Asphalt Felt, lapping sheets 
2 in. at edges and not less than 6 in. at end laps. Nail at 6 in. inter¬ 
vals along the lap and at 18 in. intervals along lines 12 in. from each 
edge of each sheet, the latter nails being staggered. This felt shall be 
turned up not less than 4 in. along all walls and vertical surfaces. 

Second — Over the entire surface lay two plies of Ruberoid As¬ 
phalt-saturated Air-vent Asbestos Felt, embedding each sheet in 
Ruberoid Bond Roofing Asphalt, lapping each sheet 19 in. over the 
preceding one and rolling each sheet immediately behind the mop to 
insure proper adhesion of all sheets. In no place shall felt touch felt. 
Each sheet shall be nailed along the back edge only from 1 in. to 
1% in. down, at intervals of approximately 18 in. These felts shall 
be cut off at the angle of the roof deck and all vertical surfaces. 


COMBINATION 
SMOOTH FINISH 



Third — Over the entire surface brush a uniform coating of Ruber¬ 
oid Cold Coating, using not more than 20 lbs. per 100 sq. ft. 


Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the hot mop and firmly embedded by brooming 
the felt. Asphalt shall not be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

If this roof is to be applied over insulating material, use the method 
of application as shown in Ruberoid Spec. No. 101. 

* This specification shall be followed over poured gypsum or precast gyp¬ 
sum decks except that all nailing shall be done with 1 ^ in. bright (not 
galvanized) nails having % in. diameter heads. The deck must be primed 
and strip mopped with asphalt when applying the base sheets, such strip 
moppings to be at least 12 in. in width and at intervals not to exceed 18 in. 


6 





















































COMBINATION 


8a 
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SPEC. NO. lOl (10-year bond) 

For use over poured concrete, precast concrete tile, book 
tile or rigid insulation 

(Not to be used on Inclines less than l" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck must be thoroughly dry, smooth 
and free from loose material, and must be properly graded to outlets. 

For inclines exceeding 4 in. to the foot, if the deck is of concrete, 
wood nailing strips must be provided at proper intervals. 

Coves shall be provided in the angle between the roof and the ver¬ 
tical surfaces. 

Where book tile is used, the surface of the tile must be covered with 
Portland cement mortar 1 in. thick with a smooth and even finish. 

General Requirements and Conditions of Bond: See page 6. 

Application of Roofing: 

First — Coat the entire surface with Ruberoid Concrete Primer ap¬ 
plied cold, allowing same to dry thoroughly. Where plastic material 
is used to caulk the joints of blocks, the coating of primer shall be 
held back 2 in. from all joints. 

Second — Over the entire surface lay one ply of Ruberoid No. 30 
Asphalt Felt in Ruberoid Bond Roofing Asphalt, lapping each sheet 
2 in. over the preceding one at edges and not less than 6 in. at end 
laps. Roll each sheet immediately behind the mop to insure proper 
adhesion of all sheets. Mopping and rolling shall be so done so as 
to secure a continuous bed of asphalt of uniform thickness. In no 
place shall felt touch felt or roof deck. Felts shall be cut off at the 
angle of the roof deck and all vertical surfaces. 

On inclines exceeding 4 in. to the foot these sheets shall be nailed at 
intervals of 9 in. along the lap into the nailing strips or roof deck. 

Third — Over the entire surface lay in asphalt two plies of Ruberoid 
Air-vent Asbestos Felt, lapping each sheet 19 in. over the preceding 


SPEC. NO. 102 (10-year Bond) 

For use over board sheathing, poured gypsum*or precast 
gypsum block* 

(Not to be used on inclines less than 3" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond, installed in accordance with conditions and specifi¬ 
cations as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be constructed 
of seasoned lumber, smooth and securely nailed, and free from large 
cracks or knot holes. It shall be properly graded to outlets and 
swept clean and free from all loose material and cant strips provided 
at all vertical surfaces. If the roof deck is of poured or precast gyp¬ 
sum, it must be visibly surface dry, free from traces of frost or ice, 
smooth and properly graded to outlets. 

Preparation of Material: The Ruberoid Dubl-Coverage mineral 
surfaced Roofing shall be cut into lengths not exceeding 18 feet and 
piled flat in a protected place twenty-four hours before application. 

General Requirements and Conditions of Bond: See page 6. 

Application of Roofing: 

First — Over the entire surface at right angles to the incline of the 
roof deck, lay one ply of Ruberoid No. 30 Asphalt Felt, lapping each 
sheet 4 in. over the preceding one and nailing at intervals along the 
lap not to exceed 4 in. Each sheet shall be stagger nailed down the 
center at intervals of 18 in. approximately 12 in. from each edge. 

Second — Embedding in Ruberoid Steep Roofing Asphalt, apply 
Ruberoid Dubl-Coverage mineral surfaced roofing over the entire sur¬ 
face. The sheets shall be laid at right angles to the incline of the 
roof deck and the selvage portion of each sheet shall be stagger nailed 
at intervals not exceeding 12 in. Care must be exercised in mopping 
the selvage so that there will be no drippage down over the preceding 
sheet and the edge of each sheet must be stepped into the hot mopping 
so that all laps will be securely sealed. Mopping must be done im¬ 
mediately ahead of the unrolling sheet of roofing and at no time is it 
permitted to mop more than 3 feet ahead of the roll. 



one, rolling each sheet immediately behind the mop to insure a uni¬ 
form coating of hot asphalt. In no place shall felt touch felt. 

On inclines exceeding 4 in. to the foot, sheets shall be back-nailed 
at intervals of 18 in. into the nailing strips or roof deck. 

These felts shall be cut off at the angle of the roof deck and ver¬ 
tical surfaces. 

Fourth — Over the entire surface brush a uniform coating of Ruber¬ 
oid Cold Coating, using not more than 20 lbs. per 100 sq. ft. 

Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the hot mop and firmly embedded by brooming 
the felt. Asphalt shall not be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 


DUBL-COVERAGE 
MINERAL SURFACE 



Third — End laps shall be 6 in. in width and the underlying edge 
shall be nailed on 6 in. centers, mopped and the overlying edge stepped 
down firmly into the mopping. 

Fourth — If the incline of the roof exceeds 4 in. per foot, the 
Ruberoid Dubl-Coverage material may be laid parallel with the in¬ 
cline of the roof deck, provided the laps face away from the prevail¬ 
ing wind direction in the locality of the job. 

Fifth — The flat portion of valleys shall be constructed as per 
Ruberoid Spec. No. 106. 

If this roof is to be applied over insulating material, use the method 
of application as shown in Ruberoid Spec. No. 103. 

* This specification shall be followed over poured gypsum or precast gyp¬ 
sum decks except that all nailing shall be done with in. bright (not 
galvanized) nails having ^ in. diameter heads. The deck must be primed 
and strip mopped with asphalt when applying the base sheets, such strip 
moppings to be at least 12 in. in width and at intervals not to exceed 18 in. 
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DUBL-COVERAGE 
MINERAL SURFACE 


SPEC. NO. 103 (10-year Bond) 

For use over poured concrete, precast concrete tile 
rigid insulation 


(Not to be used on inclines less than 3" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond installed in accordance with conditions and specifica- 
titfns as hereinafter set forth. 

Work by Others: The roof deck must be thoroughly dry, free from 
frost, smooth and free from loose material, and properly graded to 
outlets. 

For inclines exceeding 3 in. to the foot, if the deck is of concrete, 
wood nailing strips must be provided at proper intervals. 

Coves shall be provided in the angle between the roof and the 
vertical surfaces. 

Where book tile is used, the surface of the tile must be covered with 
Portland cement mortar 1 in. thick with a smooth and even finish. 

Preparation of Material: Thfe Ruberoid Dubl-Coverage roofing 
shall be cut into lengths not exceeding 18 feet and piled flat in a 
protected place twenty-four hours before application. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First Coat entire surface with Ruberoid Concrete Primer and 
allow to dry thoroughly before proceeding. If roof is to be applied 
over insulation, primer may be omitted. 

Second — Embed in Ruberoid Steep Roofing Asphalt one layer 
of Ruberoid Air-vent Asphalt Felt laid at right angles to incline of 
root deck, lapping each sheet 4 in. over the preceding one and thor¬ 
oughly mopping between this lap. Care shall be taken that felt is 
unrolled immediately behind the mop. If deck permits of nailing, 
nails shall be spaced at intervals not exceeding 18 in. along lower 
edge of each sheet. If nailing strips are used, each sheet shall be 
secured into each nailing strip with three nails spaced about 8 in 
apart commencing at the lower edge. 

n —Embedding in Ruberoid Steep Roofing Asphalt, apply 

Ruberoid Dubl-Coverage mineral surfaced roofing over entire surface. 
Sheets shall be laid at right angles to incline of roof deck and the 



Concrete 


I Air-Vent 
[Asphalt Felt 


Dubl-Coverage 
Mineral Surfaced Roofing! 


selvage edge of each sheet shall be stagger nailed at intervals not 
exceeding 12 in. if the deck permits nailing. If nailing strips are used 
each sheet shall be secured into each nailing strip with three nails 
spaced equally apart along selvage. Care must be exercised in 
mopping selvage so that there will be no drippage down over the 
preceding sheet and the edge of each sheet must be stepped into the 
hot mopping so that all laps will be securely sealed. Mopping must be 
done immediately ahead of the unrolling sheet of roofing and at no 
time is it permitted to mop more than 3 feet ahead of the roll, 
l 7j~ ? nc ^ ^ a P s shall be 6 in. in width and the underlying edge 

shall be nailed on 6 in. centers, mopped and the overlying edge stepped 
down firmly into the mopping. 

w? ^ mcline of the roof deck exceeds 4 in. per foot the 
Dubl-Coverage may be laid parallel with the incline of the roof deck, 
provided the laps face away from the prevailing wind direction in the 
locality of the job. 

Si*f/i The flat portion of the valleys shall be constructed in 
accordance with Ruberoid Spec. No. 107. 


SPEC* NO* 106 (10-year Bond) 

For use over board sheathing, (with or without insulation 
—no underlay) poured gypsum*, precast gypsum block* 
or gypsum plank* 

(For inclines not exceeding 2” per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be constructed 
of seasoned lumber, smooth and securely nailed, and free from large 
cracks or knot holes. It shall be properly graded to outlets and swept 
clean and free from all loose material and cant strips provided at all 
vertical surfaces. 

If the roof deck is of poured or precast gypsum it must be visibly 
sunace-dry, free from traces of frost or ice, smooth and properly 
graded to drains or outlets. 


General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First— Lay one thickness of sheathing paper, weighing not less 
than 5 lbs. per 100 sq. ft., lapping the sheets at least 1 in. If gypsum 
or insulation is used, sheathing paper may be omitted. 

Second — Over the entire surface lay one ply of Ruberoid No. 30 
tarred belt, lapping each sheet 4 in. over the preceding one, and 
nailing along the lap as often as is necessary to secure, until the 
remaining felt is laid. 

Third — Coat the entire surface uniformly with Ruberoid Coal Tar 
Pitch. 

Fourlh —Over the entire surface lay two plies of Ruberoid No. 
15 larred Felt, lapping each sheet 19 in. over the preceding one, mop¬ 
ping with Ruberoid Coal Tar Pitch the full 19 in. on each sheet, so 
that in no place shall felt touch felt. The back edge of each sheet 
shall be nailed at intervals of 24 in. at a distance not greater than 6 in 
irom back edge of sheet. Such nailing as is necessary shall be done 
so that all nails are covered by not less than one ply of felt. The felts 

surfaces ^ ^ ^ 3ngle ° f the r °° f deck and Walls or vertical 

^-^ r . entir e s ur fa ce pour a uniform coating of Ruberoid 
Coal Tar Pitch into which, while hot, embed not less than 400 lbs. of 
gravel or 300 lbs. of slag for each 100 sq. ft. Gravel or ai«« shall 


COAL TAR PITCH and TARRED FELT 
GRAVEL or SLAG FINISH 



be % in. to % in. in size, dry and free from dirt. If roof is applied 
during cold weather, or slag or gravel is damp, it shall be heated and 
dried immediately before application. 

Felt shall be laid without wrinkles or buckles. Pitch shall not be 
heated to exceed 400° F. 

All nailing shall be done with roofing nails driven through flat tin 
caps or with 10 gauge roofing nails having heads of not less than % in. 
in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 m. out onto the roof. 


i u u AO in. respectively. If two single-thickness 

base sheets are required, each sheet shall be front-nailed on 12 in. centers 
4 in. up from the lower edge. 

Nailing shall be done with l]/ 2 in. bright (not galvanized) nails with 
minimum head diameters of ^ in. 

Red Roein-sized sheathing may he omitted. Care shall be taken that 
not less than 400 lbs. per square of gravel or slag be applied on all areas. 
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SPEC. NO. 106SD (10-year Bond) 

For use over board sheathing, (with or without insulation 
—no underlay) poured gypsum*, precast gypsum block* 
or gypsum plank* 

(For inclines not exceeding 2" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the .roof deck shall be constructed 
of seasoned lumber, smooth and securely nailed, and free from large 
cracks or knot holes. It shall be properly graded to outlets and 
swept clean and free from all loose material. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free from traces of frost or ice, smooth and properly 
graded to drains or outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Lay one thickness of sheathing paper, weighing not less 
than 5 lbs. per 100 sq. ft., lapping the sheets at least 1 in. If gypsum 
is used, sheathing paper may be omitted. 

Second — Over the entire surface lay one ply of Ruberoid No. 30 
Tarred Felt, lapping each sheet 4 in. over the preceding one, and 
nailing along the lap as often as is necessary to secure, until the 
remining felt is laid. 

Third — Coat entire surface uniformly with Ruberoid Coal Tar 
Pitch. 

Fourth — Over entire surface lay two plies of Ruberoid No. 15 
larred Felt, lapping each sheet 19 in. over the preceding one, mop¬ 
ping with Ruberoid Coal Tar Pitch the full 19 in. on each sheet, so 
that in no place shall felt touch felt. Back edge of each sheet shall 
be nailed at intervals of 24 in. at a distance not greater than 6 in. 
from the back edge of the sheet. Such nailing as is necessary shall 
be done so that all nails are covered by not less than one ply of felt. 
Felts shall be cut off at angle of roof deck and walls or vertical 
surfaces. 

_ F'fth ~ 9 v< ; r entire surface pour a uniform coating of Ruberoid 
Coal lar Fitch into which while hot, embed approximately 200 lbs. 
of gravel or 150 lbs. of slag for each 100 sq. ft. Gravel or slag shall 
be A in. to % in. in size, dry and free from dirt. Entire surface shall 


COAL TAR PITCH and TARRED FELT 
GRAVEL or SLAG FINISH 
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then be thoroughly swept with a street broom and all loose particles 
of gravel removed. A heavy coating of Ruberoid Coal Tar Pitch shall 
then be mopped on, into which, while hot, embed approximately 200 
lbs. of gravel or 150 lbs. of slag per square. 

The entire surface shall again be thoroughly swept with a street 
broom and all loose particles of gravel removed. 

Felt shall be laid without wrinkles or buckles. Pitch shall not be 
heated to exceed 400° F. 


All nailing shall be done with roofing nails driven through flat tin 
caps or with 10 gauge roofing nails having heads of not less than % in. 
in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at Least 4 m. out onto the roof. 


sf *f P !u , * n ? thl ® ®P eci, j cal *on over any of the gypsum decks as noted, 
It 7«t ,Ck T 88 ^ 8e 8hee i l* r . equired U 8ha11 be la P nailed and stagger 
. ,ntcrval8 °f 6 J n - a » d in- respectively. If two single-thickness 

4 r 18ha " b * fr 0 " 1 -"-* 1 " 1 — 12 *»• — 

minimumInnid diame^ers'oVV/In. * h"*'' 1 ( "°' d > «*«»• «**• 

no’?*lif?U^“^S d lK heathi,,g may , be “milted. Care .hall be taken that 
not less than 400 lbs. per square of gravel or slag be applied on all areas. 


SPEC# NO# 107 (10-year Bond) 


For use over poured concrete, precast concrete tile or book 
tile 

(For inclines not exceeding 7" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 


W? r ^ pT Others* The roof deck shall be thoroughly dry, smooth 
and free from loose material, and properly graded to outlets. 


Where book tile is used the surface of the tile shall be covered with 
Portland cement mortar 1 in. thick with smooth and even finish. 

General Requirements and Conditions of Bond: See page 6. 

Application of Roofing: 

First — Coat the deck uniformly with Ruberoid Coal Tar Pitch. If 
precast concrete tile is used, the surface shall be spot or strip mopped. 


Second — Over the entire surface lay three plies of Ruberoid No. 15 
larred belt, lapping each sheet 24% in. over the preceding one anc 
mopping with Ruberoid Coal Tar Pitch the full 24% in. on each sheel 
so that in no place shall felt touch felt. The felt shall be cut off at the 
angle of the roof deck and walls or vertical surfaces. 


,, T ! l % d -°y er the e ? tire surface pour a uniform coating of Ruberoii 
Coal Tar Pitch into which, while hot, embed not less than 400 lbs o 
gravel or 300 lbs. of slag for eacli 100 sq. ft. The gravel or slag slial 
be from % in. to % in. in size, dry and free from dirt. If the roof i 



applied during cold weather, or slag or pavel is damp, it shall be 
heated and dried immediately before application. 

All felt shall be laid without wrinkles or buckles. Pitch shall not 
be heated to exceed 400° F. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 
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SPEC. NO. 107SD (10-year bond) 

For use over poured concrete, precast concrete tile, book 
tile or rigid insulation 

(For inclines not exceeding 7" per foot) 


The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be free from frost, thoroughly 
dry, smooth and free from loose material, and properly graded to 
outlets. 

Where book tile is used the surface of the tile shall be covered 
with Portland cement mortar 1 in. thick with smooth and even finish. 

General Requirements and Conditions of Bond: See page 6. 

Application of Roofing: 

First — Coat the deck uniformly with Ruberoid Coal Tar Pitch. If 
precast concrete tile is used, the surface shall be spot or strip mopped. 

Second — Over the entire surface lay three plies of Ruberoid No. 
15 Tarred Felt, lapping each sheet 24% in. over the preceding one and 
mopping with Ruberoid Coal Tar Pitch the full 24% in. on each sheet 
so that in no place shall felt touch felt. The felt shall be cut off at the 
angle of the roof deck and walls or vertical surfaces. 

Third — Over the entire surface pour a uniform coating of Ruberoid 
Coal Tar Pitch into which, while hot, embed approximately 200 lbs. of 
gravel or 150 lbs. of slag for each 100 sq. ft. The gravel or slag shall 
be from % in to % in. in size, dry and free from dirt. The entire 
surface shall then be thoroughly swept with a street broom and all 
loose particles of gravel removed, following which a heavy coating of 


SPEC. NO. 108 (10-year bond) 

For use over board sheathing 
(For inclines from 7" to 4” per foot) 


The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be constructed 
of seasoned lumber, smooth and securely nailed, and free from large 
cracks or knot holes. It shall be properly graded to outlets and swept 
clean and free from all loose material and cant strips provided at all 
vertical surfaces. 

General Requirements and Conditions of Bond: See page 6, 
Application of Roofing: 

First — Over the entire surface lay one ply of Ruberoid No. 30 
Asphalt Felt, lapping each sheet 4 in. over the preceding one and 
nailing along the lap as often as is necessary to secure, until the 
remaining felt is laid. 

Second — Over the entire surface embed in Ruberoid Roofing 
Asphalt two plies of Ruberoid Air-vent Asphalt Felt, lapping each 
sheet 19 in. over the preceding one, rolling each sheet immediately 
behind the mop to insure a uniform coating of hot asphalt so that in 
no place shall felt touch felt. Each sheet shall be nailed 6 in. from 
the back edge at intervals of 24 in. Felts shall be cut off at angle 
of roof deck and all walls or vertical surfaces. 

Third — Over the entire surface spread a uniform coating of 
Ruberoid Roofing Asphalt into which, while hot, embed not less than 
400 lbs. of gravel or 300 lbs. of slag per 100 sq. ft. Gravel or slag 
must be approximately % in. to % in. in size, dry and free from dirt. 
If roof is applied during cold weather, or slag or gravel is damp, it 
shall be heated and dried immediately before application. 



Ruberoid Coal Tar Pitch shall be mopped on, into which while hot 
approximately 200 lbs. of gravel or 150 lbs. of slag per square shall 
be embedded. 

The entire surface shall again be thoroughly swept with a street 
broom and all loose particles of gravel removed. 

All felt shall 1 be laid without wrinkles or buckles. Pitch shall 
not be heated to exceed 400° F. 

All roofing work shall be done to the satisfaction and approval 
of the manufacturer. 

Important : Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 



Felt shall be laid without wrinkles or buckles. Asphalt shall not 
be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails 
driven through flat tip caps or with 10 gauge galvanized roofing nails 
having heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval 
of the manufacturer. 

If this roof is to be applied over insulating material, use the method 
of application as shown in Ruberoid Spec. No. 154. 


Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 
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SPEC. NO. 109 (10-year Bond) 

For use over poured concrete, precast concrete tile, book 
3 tile, poured gypsum*, precast gypsum block* or rigid 
insulation. 

(For inclines from V' to 3" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 10-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and free from loose material and frost, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered with 
Portland cement mortar 1 in. thick with smooth and even finish. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Coat the entire surface with Ruberoid Concrete Primer 
applied cold and allow same to dry thoroughly. Where plastic material 
is used to caulk the joints of the blocks, the coating of primer shall 
be held back 2 in. from all joints. 

Second — Over the entire surface embed in Ruberoid Roofing 
Asphalt three plies of Ruberoid Air-vent Asphalt Felt, lapping each 
sheet 24% in. over the preceding one, rolling each sheet immediately 
behind the mop to insure a uniform coating of hot asphalt, so that 
in no place shall felt touch felt. All felts shall be cut off at the angle 
of the roof deck and walls or vertical surfaces. 

Third — Over the entire surface spread a uniform coating of 
Ruberoid Roofing Asphalt into which, while hot, embed not less than 
400 lbs. of gravel or 300 lbs. of slag per 100 sq. ft. Gravel or slag 
must be approximately % in. to % in. in size, thoroughly dry and free 
from dust or foreign matter. If roof is applied during cold weather, 
or the slag or gravel is damp, it shall be heated and dried immediately 
before application. 
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ASPHALT FELT and ASPHALT 
GRAVEL or SLAG FINISH 



The felt shall be laid without wrinkles or buckles, and the asphalt 
shall not be heated to exceed 450° F. 

All roofing work shall be done to the satisfaction and approval 
of the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 

* When this specification is used over a gypsum deck, the deck must be 
primed and strip mopped, such strip mopping of asphalt to be 12 in. in 
width and at intervals of not to exceed 18 in. 

All sheets of felt must be back nailed at intervals of 12 in. on center 6 in. 
down from the upper edge and nailing must he done with 1 ^ in. bright, 
(not galvanized) nails of ^ in. head diameter. 

When applied in this manner over gypsum, this roof is suitable for 
inclines up to 4 in. per foot. 


SPEC. NO. 150 (15-year Bond) 

For use over board sheathing, poured gypsum* or precast 
gypsum block* 

(Not to be used on inclines less than J" per foot) 


;3 


The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck must be constructed of seasoned 
lumber, dressed on upper side, dry and free from large cracks and 
knot holes. Roof boards must be securely nailed in place, leaving 
no nail heads above the wood surfaces. Surfaces must be properly 
graded to outlets and cant strips provided in the angle formed between 
the roof and vertical surfaces. 


General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Lay one ply of Ruberoid No. 60 Asbestos Base Felt, lapping 
each sheet 2 in. at edges and not less than 6 in. at end laps. Nail at 
6 in. intervals along the lap, and also at intervals of 18 in. on a line 
12 in. from each edge of the sheet, staggering the nails. This felt shall 
be turned up not less than 4 in. along all walls and vertical surfaces. 


Second — Over the entire surface embed in Ruberoid Bond Roofing 
Asphalt two plies of Ruberoid Air-vent Asbestos Felt, lapping each 
sheet 19 in. over the preceding one and rolling each sheet immediately 
behind the mop to insure a uniform coating of hot asphalt so that 
in no place shall felt touch felt. Each sheet shall be nailed along 
3 the back edge from 1 to 1% in. down at intervals of approximately 
18 in. These felts shall be cut off at the angle of the roof deck and all 
walls or vertical surfaces. 



Third — Over the entire surface brush a uniform coating of Ruberoid 
Cold Coating, using not more than 20 lbs. per 100 sq. ft. 

Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the hot mop and firmly embedded by brooming 
the felt. Asphalt shall not be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval 
of the manufacturer. 

* This specification shall be followed over poured gypsum or precast 
gypsum decks except that all nailing shall be done with 1 ^ in. bright (not 
galvanized) nails having ^ in. diameter heads. The deck must be primed 
and strip mopped with asphalt when applying the base sheets, such strip 
moppings to be at least 12 in. in width and at intervals not to exceed 18 in. 
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COAL TAR PITCH and TARRED FELT 
GRAVEL or SLAG FINISH 


SPEC. NO. 151 (15-year Bond) 

For use over board sheathing (with or without 
insulation-no underlay), poured gypsum *, precast 
gypsum block* or gypsum plank* 

(For inclines not exceeding 2" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be constructed 
of seasoned lumber, smooth and securely nailed, and free from large 
cracks or knot holes. It shall be properly graded to outlets and swept 
clean and free from all loose material. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free from traces of frost or ice, smooth and properly 
graded to drains or outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Lay one thickness of sheathing paper, weighing not less 
than 5 lbs. per 100 sq. ft., lapping the sheets at least 1 in. If gypsum 
or insulaton is used, sheathing paper may be omitted. 

Second — Over entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over the preceding one, and 
turning up felts not less than 4 in. along all vertical surfaces. Nail 
as often as is necessary to secure, until remaining felt is laid. 

Third — Coat entire surface uniformly with Ruberoid Coal Tar 
Pitch. 

Fourth — Over entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over preceding one, mopping 
with Ruberoid Coal Tar Pitch the full 19 in. on each sheet, so that in 
no place shall felt touch felt. Back edge of each sheet shall be nailed 
at intervals of 24 in. at a distance not greater than 6 in. from back edge 
of sheet. Such nailing as is necessary shall be done so that all 
nails are covered by not less than one ply of felt. Felts shall be cut 
off at angle of roof deck and walls or vertical surfaces. 

Fifth — Over entire surface pour a uniform coating of Ruberoid 
Coal Tar Pitch into which, while hot, embed not less than 400 lbs. of 
gravel or 300 lbs. of slag for each 100 sq. ft. Gravel or slag shall 
be Vi in. to % in. in size, dry and free from dirt. If the roof is applied 
during cold weather, or slag or gravel is damp, it shall be heated and 



dried immediately before application. 

Felt shall be laid without wrinkles or buckles. Pitch shall not be 
heated to exceed 400° F. 

All nailing shall be done either with roofing nails driven through 
flat tin caps or with 10 gauge roofing nails having heads of not less 
than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 

* In applying this specification over any of the gypsum decks as noted, 
if a single-thickness hase sheet is required it shall he lap nailed and stagger 
nailed at intervals of 6 in. and 18 in. respectively. If two single-thickness 
hase sheets are required, each sheet shall be front-nailed on 12 in. centers 
4 in. up from the lower edge. 

Nailing shall be done with 1 ^ in. bright (not galvanized) nails with mini¬ 
mum head diameters of ^ in. 

Red Rosin-sized sheathing may be omitted. Care shall he taken that 
not less than 400 lbs. per square of gravel or slag be applied on all areas. 


SPEC. NO. 151SD (15-year Bond) 

For use over board sheathing (with or without 
insulation—no underlay), poured gypsum*, precast 
gypsum block* or gypsum plank* 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be constructed 
of seasoned lumber, smooth and securely nailed, and free from large 
cracks or knot holes. It shall be properly graded to outlets and swept 
clean and free from all loose material. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free from traces of frost or ice, smooth and properly 
graded to drains or outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Lay one thickness of sheathing paper, weighing not less 
than 5 lbs. per 100 sq. ft., lapping sheets at least 1 in. If precast 
gypsum is used, sheathing paper may be omitted. 

Second — Over entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over preceding one and turning 
up these felts not less than 4 in. along all vertical surfaces. Nail as 
often as necessary to secure, until remaining felt is laid. 

Third — Coat the entire surface uniformly with Ruberoid Coal 
Tar Pitch. 

Fourth — Over entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over preceding one, mopping 
with Ruberoid Coal Tar Pitch the full 19 in. on each sheet, so that in 
no place shall felt touch felt. Back edge of each sheet shall be nailed 
at intervals of 24 in. at a distance not greater than 6 in. from back edge 
of the sheet. Such nailing as is necessary shall be done so that all 
nails are covered by not less than one ply of felt. Felts shall be cut 
off at angle of roof deck and walls or vertical surfaces. 

Fifth — Over entire surface pour a uniform coating of Ruberoid 
Coal Tar Pilch into which, while hot, embed approximately 200 lbs. 
of gravel or 150 lbs. of slag for each 100 sq. ft. Gravel or slag shall 
be Vl in. to % in. in size, dry and free from dirt. Entire surface shall 
then be thoroughly swept with a street broom and all loose particles 
of gravel removed. A heavy coating of Ruberoid Coal Tar Pitcli shall 
then be mopped on into which, while hot, embed approximately 200 lbs. 


COAL TAR PITCH and TARRED FELT 
GRAVEL or SLAG FINISH 



of gravel or 150 lbs. of slag per square. 

The entire surface shall again be thoroughly swept with a street 
broom and all loose particles of gravel removed. 

Felt shall be laid without wrinkles or buckles. Pitch shall not be 
heated to exceed 400° F. 

All nailing shall be done either with roofing nails driven through 
flat tin caps or with 10 gauge roofing nails having heads of not less 
than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 

* In applying this specification over any of the gypsum decks as noted, 
if a single-thickness hase sheet is required it shall be lap nailed and stagger 
nailed at intervals of 6 in. and 18 in. respectively. If two single-thickness 
hase sheets are required, each sheet shall he front-nailed on 12 in. centers 
4 in. up from the lower edge. 

Nailing shall be done with 1 V 2 in. bright (not galvanized) nails with 
minimum head diameters of % in. 

Red Rosin-sized sheathing may he omitted. Care shall he taken that 
not less than 400 lbs. per square of gravel or slag be applied on all areas. 
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SPEC. NO. 151STP (15-year Bond) 

For use over board sheathing (without insulation) or 
precast gypsum block 

(For inclines from 2" to 5" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be constructed 
of seasoned lumber, smooth and securely nailed, and free from large 
cracks or knot holes. It shall be properly graded to outlets and swept 
clean and free from all loose material and cant strips provided at 
vertical surfaces. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Lay one thickness of sheathing paper, weighing not less 
than 5 lbs. per sq. ft., lapping the sheets at least 1 in. If precast 
gypsum block is used, sheathing paper may be omitted. 

Second — Over the entire surface lay four plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 27% in. over the preceding one. Each 
sheet shall be nailed at intervals not to exceed 12 in. along a line about 
8 in. from its upper edge. 

Third — Mop with Ruberoid Steep Coal Tar Pitch between each 
sheet for a distance of about 22 in. Felt shall be firmly imbedded 
into the hot moppings. They must be rolled into the moppings and 
not “dropped”. 

Fourth — Over the entire surface spread with a mop a uniform 
coating of Ruberoid Steep Coal Tar Pitch into which, while hot, embed 


SPEC. NO. 152 (15-year Bond) 

For use over poured concrete, precast concrete tile or 
book tile 

(For inclines not exceeding 1 " per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Olliers: The roof shall be thoroughly dry, smooth and 
free from loose material, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered 
with Portland cement mortar 1 in. thick with a smooth and even finish. 

General Requirements and Conditions of Bond: See page 6. 

Application of Roofing: 

First — Coat the deck uniformly with Ruberoid Coal Tar Pitch. If 
precast concrete tile is used, the surface shall be spot or strip mopped. 

Second — Over the entire surface lay three plies of Ruberoid No. 
15 Tarred Felt lapping each sheet 24% in. over the preceding one 
and mopping with Ruberoid Coal Tar Pitch the full 24% in. on each 
sheet so that in no place shall felt touch felt. The felt shall be cut 
off at the angle of the roof deck and walls or vertical surfaces. 

Third — Over the entire surface pour a uniform coating of Ruberoid 
Coal Tar Pitch into which, while hot, embed not less than 400 lbs. 
of gravel or 300 lbs. of slag for each 100 sq. ft. The gravel or slag 



not less than 250 lbs. per sq. of clean dry slag % in. to % in. in size. 
The completed surface shall be swept with a broom in order to remove 
all loose slag. 

The felt shall be laid without wrinkles or buckles, and the pitch 
shall not be heated to exceed 350° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel, stops having flanges extending 
at least 4 in. out onto the roof. 



shall be from % in. to % in. in size, dry and free from dirt. If the 
roof is applied during cold weather, or slag or gravel is damp, it shall 
be heated and dried immediately before application. 

All felt shall be laid without wrinkles or buckles. Pitch shall not 
be heated to exceed 400° F. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 
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SPEC. NO. 152SO (15-Year Bond) 

For use over poured concrete, precast concrete tile or book 
tile 

(For inclines not exceeding 7" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and tree trom loose material, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered with 
rortland cement mortar 1 in. thick with smooth and even finish. 

General Requirements and Conditions of Bond: See page 6. 

Application of Roofing: 


COAL TAR PITCH and TARRED FELT 
GRAVEL or SLAG FINISH 



First — Coat the deck uniformly with Ruberoid Coal Tar Pitch If 
precast concrete tile is used, the surface shall be spot or strip mopped. 


approximately 200 lbs. of gravel 
be embedded. 


or 150 lbs. of slag per square shall 


Second — Over the entire surface lay three plies of Ruberoid No. 
15 larred Felt lapping each sheet 24% in. over the preceding one and 
mopping with Coal Tar Pitch the full 2494 in. on each sheet so that 
in no place sha 1 felt touch felt. The felt shall be cut off at the angle 
ot the roof deck and walls or vertical surfaces. 


broom and all "" 

be1,i[ed t to ha e!!cee e d 1 ^)« W F. hOUt Wri " kleS ° r buckles ' 


Pitch shall not 


r T , A x rf %v°'; erthe en , t ! r ? surface pour a uniform coating of Ruberoid 
Goal far PJtch into which, while hot, embed approximately 200 lbs. 

IffT* or 1 1 5 / °. lbs - °l f la 8. for each 100 sq. ft. The gravel or slag 
shall be from % in. to % in. m size, dry and free from dirt. The entire 
surface shall then be thoroughly swept with a street broom and all 
°* erayel removecL following which a heavy coating of 
Ruberoid Coal Tar Pitch shall be mopped on, into which, while hot, 


th^manufacturer^ ** ** ^ ^ Satisfacti °" and a PP™al of 

Important: Edges and eaves of gravel or slag surfaced roofs must 
at feZfimfutTnftlZt *** *“** ' Xtendin * 


SPEC. NO. 152STP (15-Year Bond) 


For use over poured concrete, precast concrete tile, book 
tile or poured gypsum 

(For inclines from 7" to 5" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 


Work by Others: The roof deck shall be thoroughly dry, smooth 
and tree from loose material, and properly graded to outlets. 


Where book tile is used the surface of the tile shall be covered with 
Portland cement mortar 1 in. thick with a smooth and even finish 


Nailing strips must be provided in concrete decks. 


General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 


l £ e en , tir n s , ur * ace m °P solid with Ruberoid Steep 
Coal Tar Pitch three full thicknesses of Ruberoid No. 15 Tarred 

ttl t fi? P1I ?Iu aC r S u Ce in * over the P rece d in g one and mopping 
the full width of the 24% in. on each sheet, rolling the sheets 8 

Second — Each sheet shall be nailed with nails at intervals not 
to exceed 12 in. on a line 8 in. from its upper edge. Where nailine 
Zrr, “ sed t each sheet shall be nailed with two nails into each 
“ stnp - lhe nailing to be done approximately 6 in. and 8 in., 
respectively, from the upper edge of each sheet. 


STEEP COAL TAR PITCH and TARRED FELT 
SLAG FINISH 



-a. ou,u. ine completed surface 
order to remove all loose slag. 








in. to % 
a broom 


in. 

in 


kiS&S? * h ‘" <l0 "' “ «"l *PP">v«I of 


Over the entire surface spread with a mop a uniform 
coating of Ruberoid Steep Coal Tar Pitch into which, while hot, 


hJ’gfug l j nt : t J^ dg f s eave f of gravel or slag surfaced roofs must 

J^t 4 ^fut7Z tl^ eravel St0PS **** flanges extendin * 
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ASPHALT FELT and ASPHALT 
GRAVEL or SLAG FINISH 


SPEC. NO. 153 (15-year Bond) 

For use over board sheathing 
(For inclines from l" to 4" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be con¬ 
structed of seasoned lumber, smooth and securely nailed, and free 
from large cracks or knot holes. It shall be properly graded to 
outlets and swept clean and free from all loose material. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Over the entire surface lay two plies of Ruberoid No. 15 
Air-vent Asphalt Felt lapping each sheet 19 in. over the preceding 
one and turning these felts up not less than 4 in. along all vertical 
surfaces. Nail as often as is necessary to secure, until the remain¬ 
ing felt is laid. 

Second — Over the entire surface embed in Ruberoid Roofing 
Asphalt two plies of Ruberoid Air-vent Asphalt Felt, lapping each 
sheet 19 in. over the preceding one, rolling each sheet immediately 
behind the mop to insure a uniform coating of hot asphalt so that 
in no place shall felt touch felt. Each sheet shall be nailed 6 in. 
from the back edge at intervals of 24 in. These felts shall be cut 
off at the angle of the roof deck and all walls or vertical surfaces. 

Third — Over the entire surface spread a uniform coating of 
Ruberoid Roofing Asphalt into which, while hot, embed not less 
than 400 lbs. of gravel or 300 lbs, of slag per 100 sq. ft. Gravel 
or slag must be approximately % in. to % in. in size, dry and free 
from dirt. If roof is applied during cold weather, or slag or gravel 
is damp, it shall be heated and dried immediately before application. 


SPEC. NO. 154 (15-year Bond) 

(For inclines from l" to 4" per foot) 

For use over poured concrete, precast concrete tile, book 
tile, poured gypsum*, precast gypsum block* or rigid 
insulation 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and free from loose material, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered 
with Portland cement mortar 1 in. thick with smooth and even finish. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free from traces of frost or ice, smooth and properly 
graded to drains or outlets. 

General Requirements and Conditions of Bond: See page 6, 
Application of Roofing: 

First — Coat the entire surface with Ruberoid Concrete Primer 
applied cold and allow same to dry thoroughly. Where plastic 
material is used to caulk the joints of the blocks, the coating of 
primer shall be held back 2 in. from all joints. 

Second — Over the entire surface embed in Ruberoid Roofing 
Asphalt three plies of Ruberoid Air-vent Asphalt Felt, lapping each 
sheet 24% in. over the preceding one. rolling each sheet imme¬ 
diately behind the mop to insure a uniform coating of hot asphalt, 
so that in no place shall felt touch felt. All felts shall be cut off 
at the angle of the roof deck and walls or vertical surfaces. 

Third — Over the entire surface spread a uniform coating of 
Ruberoid Roofing Asphalt into which, while hot, embed not less 
than 400 lbs. of gravel or 300 lbs. of slag per 100 sq. ft. Gravel or 
slag must be approximately % in. to % in. in size, thoroughly dry 
and free from dust or foreign matter. If roof is applied during 
cold weather, or the slag or gravel is damp, it shall be heated and 
dried immediately before application. 



Felt shall be laid without wrinkles or buckles. Asphalt shall 
not be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails 
driven through fiat tin caps or with 10 gauge galvanized roofing 
nails having heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

If this roof is to be applied over insulating material, use the 
method of application as shown in Ruberoid Spec. No. 154. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 



The felt shall be laid without wrinkles or buckles, and the asphalt 
shall not be heated to exceed 450° F. 

All roofing work shall be done to the satisfaction and approval 
of the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 


* When this specification is used over a gypsum deck, the deck must be 
primed and strip mopped, such strip mopping of asphalt to be 12 in. in 
width and at intervals of not to exceed 18 in. 

All sheets of felt must be back nailed at intervals of 12 in. on center in¬ 
down from the upper edge and nailing must be done with 1H *“• bright* 
(not galvanized) nails of % in. head diameter. 

When applied in this manner over gypsum, this roof is suitable for 
inclines up to 4 in. per foot. 
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COMBINATION 
SMOOTH FINISH 


SPEC. NO. 156 (15-year Bond) 

For use over board sheathing, poured gypsum* or precast 
gypsum block* 

(Not to be used on inclines less than J" per foot ) 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck must be constructed of seasoned 
lumber, dressed on upper side, dry and free from large cracks and 
knot holes. Roof boards must be securely nailed in place, leaving 
no nail heads above the wood surfaces. Surfaces must be properly 
graded to outlets and cant strips provided in the angle formed 
between the roof and vertical surfaces. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free from traces of frost or ice, smooth and properly 
graded to drains or outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Lay one ply of Ruberoid Asphalt Base Felt, lapping 
each sheet 2 in. at edges and not less than 6 in. at end laps. Nail 
at 6 in. intervals along the lap and also at intervals of 18 in. on a 
line 12 in. from each edge of the sheet, staggering the nails. This 
felt shall be turned up not less than 4 in. along all walls and 
vertical surfaces. 

Second — Over the entire surface embed in Ruberoid Bond Roofing 
Asphalt two plies of Ruberoid Air-vent Asbestos Felt, lapping each 
ply 19 in. over the preceding one and rolling each ply immediately 
behind the mop to insure a uniform coating of hot asphalt so that in 
no place shall felt touch felt. Each ply shall be nailed along the back 
edge at intervals of approximately 18 in. These felts shall be cut 
off at the angle of the roof deck and all walls or vertical surfaces. 

Third — Over the entire surface brush a uniform coating of Ruberoid 
Cold Coating, using not more than 20 lbs. per 100 sq. ft. 



Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the hot mop and firmly embedded by brooming 
the felt. Asphalt shall not be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

If this roof is to be applied over insulating material, use the method 
of application as shown in Ruberoid Spec. No. 157. 

* This specification shall be followed over poured gypsum or precast 
gypsum decks except that all nailing shall be done with 1 y 2 in. bright (not 
galvanized) nails having ^ in. diameter heads. The deck must be primed 
and strip mopped with asphalt when applying the base sheets, such strip 
moppings to he at least 12 in. in width and at intervals not to exceed 18 in. 


SPEC. NO. 157 (15-year Bond) 

For use over poured concrete, precast concrete tile, or 
book tile 

(Not to be used on inclines less than 1" per foot ) 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof shall be thoroughly dry, smooth and 
free from loose material, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered with 
Portland cement mortar 1 in. thick with a smooth and even finish. 

Where poured gypsum or precast gypsum blocks are used, all felt 
shall be nailed as required when the roof deck is of boards. 

For inclines exceeding 3 in. to the foot, if the deck is of concrete, 
wooden nailing strips must be provided at proper intervals. 

Coves shall be provided in the angle formed between the roof and 
vertical surfaces. 



General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Coat the entire surface with Ruberoid Concrete Primer 
applied cold, allowing same to dry thoroughly. Where plastic material 
is used to caulk the joints of blocks, the coating of primer shall be 
held back 2 in. from all joints. 

Second — Over entire surface lay two plies of Ruberoid Air-vent 
Asphalt Felt in Ruberoid Bond Roofing Asphalt, lapping each ply 
19 in. over the preceding one and rolling each ply immediately behind 
the mop to insure proper adhesion of all sheets. In no place shall felt 
touch felt. Felts shall be cut off at top of cove in angle of roof deck 
and all vertical surfaces. 

On inclines exceeding 3 in. to the foot these sheets shall be nailed 
at intervals of 18 in. along the back edge into the nailing strips. 

Third — Over the entire surface lay in Ruberoid Bond Roofing 
Asphalt two plies of Ruberoid Air-vent Asbestos Felt, lapping each 
ply 19 in. over the preceding one. rolling each ply immediately behind 


the mop to insure a uniform coating of hot asphalt. In no place shall 
felt touch felt. 

On inclines exceeding 3 in. to the foot, plies shall be nailed at 
intervals of 18 in. along back edge into nailing strips. 

The felt shall be cut off at the angle of the roof deck and vertical 
surfaces. 

Fourth — Over entire surface brush a uniform coating of Ruberoid 
Cold Coating, using not more than 20 lbs. per 100 sq. ft. 

Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the hot mop and firmly embedded by brooming 
the felt. Asphalt shall not be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 
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SPEC NO. 158 (15-year Bond) 

For use over rigid insulation only. 

(Not to be used on inclines less than J" per foot) 


The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and free from loose material, and must be properly graded to outlets. 

For inclines exceeding 3 in. to the foot, if the deck is of concrete, 
wood nailing strips must be provided at proper intervals. 

Coves shall be provided in the angle between the roof and the 
vertical surfaces. 

Where book tile is used the surface of the tile must be covered with 
Portland cement mortar 1 in. thick with a smooth and even finish. 

General Requirements and Conditions of Bond: See page 6. 

Application of Roofing: 

First — The insulating material must be firmly secured to the 
underlying roof deck by nailing, mopping or securing with clips so 
that there will be no movement. 

Second — Over the entire surface embed in Ruberoid Bond Roofing 
Asphalt three plies of Ruberoid Air-vent Asbestos Felt, lapping each 
sheet 24% in. over the preceding one and rolling each sheet immediately 
behind the mop to insure a uniform coating of asphalt so that in no 



place shall felt touch felt. These sheets shall be nailed at intervals 
of 24 in. 2 in. from the back edge. All three plies of felt shall be 
cut off at the angle of the roof deck and walls or vertical surfaces. 


Third — Over the entire surface mop a uniform coating of Ruberoid 
Bond Roofing Asphalt or Ruberoid Cold Coating, using not more 
than 20 lbs. per 100 sq. ft. 

Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the mop and firmly embedded by brooming the 
felts. Asphalt shall not be heated to exceed 450° F. 

All roofing shall be done to the satisfaction and approval of the 
manufacturer. 


SPEC. NO. 159 (15-year Bond) 

For use over board sheathing, poured gypsum*or precast 
gypsum block* 

(Not to be used on inclines less than 3" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be con¬ 
structed of seasoned lumber, smooth and securely nailed, and free 
from large cracks or knot holes. It shall be properly graded to outlets 
and swept clean and free from all loose material. 

Preparation of Material: The Ruberoid Dubl-Coverage mineral 
surfaced roofing shall be cut into lengths not exceeding 18 ft. and 
piled flat in a protected place twenty-four hours before application. 

General Requirements and Conditions of Bond: See page 6, 
Application of Roofing: 

First — Over the entire surface lay two plies of Ruberoid Air-vent 
Asphalt Felt, laid at right angles to the incline of the roof deck, lap¬ 
ping each sheet 19 in. over the preceding one and nailing along the 
back edge of each sheet at intervals of 18 in. approximately 6 in. down 
from each back edge. Mop between each sheet at a distance of 19 in. 
using Ruberoid Steep Roofing Asphalt. 


DUBL-COVERAGE 
MINERAL SURFACE 



Third — End laps shall be 6 in. in width and the underlying edge 
shall be nailed on 6 in. centers, mopped and the overlying edge 
stepped down firmly into the mopping. 

Fourth — If the incline of the roof exceeds 4 in. per foot, the 
Ruberoid Dubl-Coverage material may be laid parallel with the incline 
of the roof deck, provided the laps face away from the prevailing wind 
direction in the locality of the job. 


Second — Using Ruberoid Steep Roofing Asphalt, apply Ruberoid 
Dubl-Coverage mineral surfaced roofing over the entire surface. The 
sheets shall be laid at right angles to the incline of the roof deck and 
the selvage portion of each sheet shall be stagger nailed with nails at 
intervals not exceeding 12 in. Care must be exercised in mopping the 
selvage so that there will be no drippage down over the preceding sheet 
and the edge of each sheet must be stepped into the hot mopping so 
that all laps will be securely sealed. Mopping must be done imme¬ 
diately ahead of the unrolling sheet of roofing and at no time is it 
permitted to mop more than 3 feet ahead of the roll. 


Fifth — The flat portion of valleys shall be constructed as per 
Ruberoid Spec. No. 151. 

If this roof is to be applied over insulating material, use the method 
of application as shown in Ruberoid Spec. No. 160. 


* This specification shall be followed over poured gypsum or precast 
gypsum decks except that all nailing shall be done with 1^ in. bright (not 
galvanized) nails having % in. diameter heads. The deck must be primed 
and stnp mopped with asphalt when applying the base sheets, such strip 
moppmga to be at least 12 in. in width and at intervals not to exceed 18 in. 
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DUBL-COVERAGE 
MINERAL SURFACE 


SPEC. NO. 160 (15-year Bond) 


For use over poured concrete, precast concrete tile 
approved insulation 

(Not to be used on inclines less than 3" per foot) 


The roofing shall be a Ruberoid Bonded Roof carrying a 15-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck must be thoroughly dry, smooth 
and free from loose material, and must be properly graded to outlets. 

For inclines exceeding 3 in. to the foot, if deck is of concrete, wood 
nailing strips must be provided at proper intervals. 

Coves shall he provided in the angle between the roof and the 
vertical surfaces. 

\Hiere book tile is used, the surface of the tile must be covered 
with Portland cement mortar 1 in. thick with a smooth and even finish. 

Preparation of Material: The Ruberoid Dubl-Coverage mineral 
surfaced roofing shall be cut into lengths not exceeding 18 feet and 
piled flat in a protected place twenty-four hours before application. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First Coat entire surface with Ruberoid Concrete Primer and 
allow to dry thoroughly before proceeding. If the roof is to be applied 
over insulation, Primer may be omitted. 

Second — Over entire surface embed in Ruberoid Roofing Asphalt 
two plies of Ruberoid Air-vent Asphalt Felt laid at right angles to 
incline of roof deck, lapping each sheet 19 in. over the preceding one 
and mopping solid to the deck and between sheets with Ruberoid 
hoofing Asphalt. Care shall be taken that felt is unrolled immediately 
behind the mop. If deck permits of nailing, each sheet of felt shall 
be backnailed at intervals of 18 in., 6 in. down from upper edge of 
each sheet. If deck does not permit of nailing, adequate nailing strips 
must be provided at intervals of not to exceed 36 in. 

Third — Using Ruberoid Roofing Asphalt, apply Ruberoid Dubl- 
Coverage mineral surfaced roofing over entire surface. Sheets shall 


SPEC. NO. 200 (20-year Bond) 

For use over board sheathing, poured gypsum* precast 
gypsum block* 

(Not to be used on inclines less than 7" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck must be constructed of seasoned 
lumber dressed on upper side, dry and free from large cracks and 
knot holes. Roof boards must be securely nailed in place, leaving no 
nail heads above the wood surfaces. Surfaces must be properly graded 
to outlets and cant strips provided in the angle formed between the 
roof and vertical surfaces. 


If the roof deck is of poured or precast gypsum it must be visibly 
sui lace-dry, free from traces of frost or ice, smooth and properly 
graded to drains or outlets. 

General Requirements and Conditions of Bond: See page 6. 


Application of Roofing: 

First Lay one ply of Ruberoid No. 60 Saturated Asbestos Base 
I elt lapping each sheet 2 in. at edges and not less than 6 in. at end laps 
Nail at 6 in. intervals along the lap, and also at intervals of 18 in. on 
a line 12 in. from each edge of the sheet staggering the nails. The 
felt shall be turned up not less than 4 in. along all vertical surfaces. 


Second — Over the entire surface embed in Ruberoid Bond Roofing 
T pha Lr: ee plles ? f Ruberoid Air-vent Asbestos Felt, lapping each 
sheet 24% in. over the preceding one, rolling each sheet immediately 
behind the mop to insure a uniform coating of hot asphalt so that in 
no place shall felt touch felt. Each sheet shall be nailed along the 
back edge about 2 in down from each edge at intervals of approxi- 
mately 18 in. The felts shall be cut off at the angle of the roof deck 
and walls or vertical surfaces. 



be laid at right angles to incline of roof deck and the selvage portion 
of each sheet shall be stagger nailed with nails at intervals not exceed- 
m fi u in * 7 are must be exercised in mopping selvage so that there 
will be no dnppage down over the preceding sheet. Edge of each 
sheet must be stepped into the hot mopping so that all laps will be 
securely sealed. Mopping must be done immediately ahead of the 
unrolling sheet of roofing and at no time is it permitted to mop more 
than 3 feet ahead of the roll. 


Fourth — End laps shall be 6 in. in width and the underlying edge 
shall be nailed on 6 in. centers, mopped and the overlying edge 
stepped down firmly into the mopping. 


p. v/f? ~ 11 the incll ?e of the roof exceeds 4 in. per foot, the Ruberoid 
Dubl-Coverge material may be laid parallel with the incline of the 
roof deck, provided the laps face away from the prevailing wind 
direction in the locality of the job. 

P ' S l ***^r c The ,5 at P° rtion of valle ys shall be constructed as per 
Ruberoid Spec. No. 151. p 


ASBESTOS FELT and ASPHALT 
SMOOTH FINISH 



Third — Over the entire surface brush a uniform coating of Ruberoid 
Cold Coating, using not more than 20 lbs. per 100 sq. ft. 


Felt shall be laid without wrinkles or buckles. It\ shall be rolled 
immediately behind the hot mop and firmly embedded by brooming the 
felt. I he asphalt shall not be heated to exceed 450° F> 

All nailing shall be done either with roofing nails driven through 
flat tin caps or with 10 gauge roofing nails having heads of not less 
than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 


* This specification shall be followed over poured gypsum or precast 
gypsum decks except that all nailing shall be done wirh 1U !n u~s uw l 
galvanized) nails having » in .fi?h^ds.xL^^ 
and strip mopped with asphalt when applying the base sheets, such strio 
moppmgs to be at least 12 in. in width and at intervals not to exceed 18 in! 
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ASBESTOS FELT and ASPHALT 
SMOOTH FINISH 


SPEC. NO. 201 (20-Year Bond) 

For use over poured concrete, precast concrete tile, or 
book tile 

(Not to be used on inclines less than 1" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and free from loose material, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered with 
Portland cement mortar 1 in. thick with a smooth and even finish. 

Where poured gypsum or precast gypsum blocks are used, all felt 
shall be nailed as required when the roof deck is of boards. 

For inclines exceeding 3 in. to the foot, if the deck is of concrete, 
wooden nailing strips must be provided at proper intervals. 

Coves shall be provided in the angle between the roof and vertical 
surfaces. 



General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Coat the entire surface with Ruberoid Concrete Primer 
applied cold and allow same to dry thoroughly. Where plastic material 
is used to caulk the joints of blocks, the coating of primer shall be 
held back 2 in. from all joints. 

Second — Over the entire surface embed in Ruberoid Bond Roofing 
Asphalt one ply of Ruberoid No. 60 Asbestos Base Felt lapping each 
sheet 2 in. over the preceding one at the edges and not less than 6 in. 
at end laps. Nail at intervals of 12 in. along the laps into the nailing 
strip. All felts shall be cut off at the angle of the roof deck and all 
walls or vertical surfaces. 

Third — Over the entire surface embed in Ruberoid Bond Roofing 
Asphalt two plies of Ruberoid Air-vent Asbestos Felt, lapping each 
sheet 19 in. over the preceding one, rolling each sheet immediately 


behind the mop to insure a uniform coating of hot asphalt so that in 
no place shall felt touch felt. 

On inclines exceeding 4 in. to the foot, these sheets shall be nailed 
6 in. from the back edge at intervals of 24 in. All felts shall be cut 
off at the angle of the roof deck and all walls or vertical surfaces. 

Fourth — Over the entire surface brush a uniform coating of 
Ruberoid Cold Coating, using not more than 20 lbs. per 100 sq. ft. 

Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the hot mop and firmly embedded by brooming 
the felt. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 


SPEC. NO. 202 (20-Year Bond) 

For use over board sheathing (with or without insulation 
—no underlay), poured gypsum*,precast gypsum block* 
or gypsum plank* 

(For inclines not exceeding 2" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others : If over boards, the roof deck shall be constructed 
of seasoned lumber, smooth and securely nailed, and free from large 
cracks or knot holes. It shall be properly graded to outlets and swept 
clean and free from all loose material. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free from traces of frost or ice, smooth and properly 
graded to outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Lay one thickness of sheathing paper, weighing not less than 
5 lbs. per 100 sq. ft., lapping the sheets at least 1 in. If precast gypsum 
block is used, sheathing paper may be omitted. 

Second — Over the entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over the preceding one and 
nailing as often as is necessary to secure, until the remaining felt is 
laid. These felts shall be turned up not less than 4 in. along all walls 
or vertical surfaces. 

Third — Coat entire surface uniformly with Ruberoid Coal Tar 
"Pitch. 

Fourth - Over entire surface lay three plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 24% in. over the preceding one, mop¬ 
ping with Ruberoid Coal Tar Pitch the full 24% in. on each sheet, 
so that in no place shall felt touch felt. Back edge of the sheet shall 
be nailed at intervals of 24 in. at a distance not greater than 6 in. 
from back edge of the sheet. Such nailing as is necessary shall be 
done so that all nails are covered by not less than two plies of felt. 
These felts shall be cut off at the angle of the roof deck and walls or 
vertical surfaces. 

Fifth Over entire surface pour a uniform coating of Ruberoid 
Coal Tar Pitch into which, while hot, embed not less than 400 lbs. of 
gravel or 300 lbs. of slag for each 100 sq. ft Gravel or slag shall be 


COAL TAR PITCH and TARRED FELT 
GRAVEL or SLAG FINISH 



% in. to % in. in size, dry and free from dirt. If roof is applied 
during cold weather, or slag or gravel is damp, it shall be heated 
and dried immediately before application. 

The felt shall be laid without wrinkles or buckles, and the pitch 
shall not be heated to exceed 400° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval 
of the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in . out onto the roof. 


* In applying this specification over any of the gypsum decks as noted, 
if a single-thickness base sheet is required it shall be lap nailed and stagger 
nailed at intervals of 6 in. and 18 in. respectively. If two single-thickness 
base sheets are required, each sheet shall be front-nailed on 12 in. centers 
4 in. up from the lower edge. 

Nailing shall be done with 1}^ in. bright (not galvanized) nails with 
minimum head diameters of ^ in. 

Red Rosin-sized sheathing may be omitted. Care shall be taken that 
not less than 400 lbs. per square of gravel or slag be applied on all areas. 
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SPEC. NO. 202SD (20-year Bond) 

For use over board sheathing (with or without insulation 
— no underlay), poured gypsum *, precast gypsum block* 
or gypsum plank 

(For inclines not exceeding 2" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be con¬ 
structed of seasoned lumber, smooth and securely nailed, and free 
from large cracks or knot holes. It shall be properly graded to outlets 
and swept clean and free from all loose material. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free. from traces of frost or ice, smooth and properly 
graded to drains or outlets. 

General Requirements and Conditions of Bond: See page 6 . 


COAL TAR PITCH and TARRED FELT 
GRAVEL or SLAG FINISH 



Application of Roofing: 

First — Lay one thickness of sheathing paper, weighing not less 
than 5 lbs. per 100 sq. ft., lapping sheets at least 1 in. If precast 
gypsum block is used, sheathing paper may be omitted. 

Second — Over the entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over the preceding one, and 
nailing as often as is necessary to secure, until the remaining felt is 
laid. These felts shall be turned up not less than 4 in. along all walls 
or vertical surfaces. 

Third — Coat entire surface uniformly with Ruberoid Coal Tar 
Pitch. 

Fourth — Over entire surface lay three plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 24% in. over the preceding one, mop¬ 
ping with Ruberoid Coal Tar Pitch tbt full 24% in. on each sheet, 
so that in no place shall felt touch felt. Back edge of each sheet shall 
be nailed at intervals of 24 in. at a distance not greater than 6 in. from 
back edge of sheet. Such nailing as is necessary shall be done so 
that all nails are covered by not less than two plies of felt. Felts shall 
be cut off at angle of roof deck and walls or vertical surfaces. 

Fifth — Over entire surface pour a uniform coating of Ruberoid 
Coal Tar Pitch into which, while hot, embed approximately 200 lbs 
of gravel or 150 lbs. of slag for each 100 sq. ft. Gravel or slag shall 
be % in. to % in. in size, dry and free from dirt. Entire surface shall 
then be thoroughly swept with a street broom and all loose particles 


of gravel removed. Heavy coating of Ruberoid Pitch shall then be 
mopped on, into which, while hot, embed approximately 200 lbs. of 
gravel or 150 lbs. of slag per square. 

The entire surface shall again be thoroughly swept with a street 
broom and all loose particles of gravel removed. 

The felt shall be laid without wrinkles or buckles, and the pitch 
shall not be heated to exceed 400° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with, 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 


ft.In applying this specification over any of the gypsum decks as noted, if 
a single-thickness base sheet is required it shall be lap nailed and stagger 
nailed at intervals of 6 in. and 18 in. respectively. If two single-thickness 
base sheets are required, each sheet shall be front-nailed on 12 in. centers 
4 in. up from the lower edge. 

Nailing shall be done with 1H in. bright (not galvanized) nails with 
minimum head diameters of % in. 

Red Rosin-sised sheathing may be omitted. Care shall he taken that 
not less than 400 lbs. per square of gravel or slag he applied on all areas. 


SPEC. NO. 202STP (20-year Bond) 

For use over board sheathing (without insulation) or 
precast gypsum block 

(For inclines from 2 " to 5" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be con¬ 
structed of seasoned lumber, smooth and securely nailed, and free 
from large cracks or knot holes. It shall be properly graded to outlets 
and swept clean and free from all loose material. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Lay one thickness of sheathing paper, weighing not less 
than 5 lbs. per 100 sq. ft., lapping the sheets at least 1 in. If precast 
gypsum block is used, sheathing paper may be omitted. 

Second — Over the entire surface lay five plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 29 in. over the preceding one. Each 
sheet shall be nailed at intervals not to exceed 12 in. along a line 
about 8 in. from its upper edge. 

Third Mop with Ruberoid Steep Coal Tar Pitch between each 
sheet for a distance of about 26 in. Felt shall be firmly imbedded into 
the hot moppings. They must be rolled into the moppings and not 
dropped.” 

Fourth Over the entire surface spread with a mop a uniform 
coating of Ruberoid Steep Coal Tar Pitch into which, while hot, embed 
not less than 250 lbs. per 100 sq. ft. of clean dry slag % in. to % in. 
in size. The completed surface shall be swept with a broom in order 
to remove all loose slag. 


STEEP COAL TAR PITCH and TARRED FELT 
SLAG FINISH 



The felt shall be laid without wrinkles or buckles, and the pitch 
shall not be heated to exceed 350° F. 

All nading shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 m. out onto the roof. 
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SPEC. NO. 203 (20-year Bond) 


For use over poured concrete, precast concrete 
or book tile 

(For inclines not exceeding ?" per foot ) 


The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and free from loose material, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered 
with Portland cement mortar 1 in. thick with smooth and even finish. 


General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Coat the roof deck uniformly with Ruberoid Coal Tar 
Pitch. If precast concrete tile is used, the surface shall be spot or 
strip mopped. 

Second — Over the entire surface lay four plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 27% in. over the preceding one and 
mopping with Ruberoid Coal Tar Pitch the full 27% in. on each sheet 
so that in no place shall felt touch felt. These felts shall be cut off 
at the angle of the roof deck and walls or vertical surfaces. 


SPEC* NO* 203SD (20-year Bond) 

For use over poured concrete, precast concrete tile 
or book tile with or without approved insulation 

(For inclines not exceeding J" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and free from loose material, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered 
with Portland cement mortar 1 in. thick with smooth and even finish. 

General Requirements and Conditions of Bond: See page 6. 

Application of Roofing: 

First — Coat the deck uniformly with Ruberoid Coal Tar Pitch. If 
precast concrete tile is used, the surface shall be spot or strip mopped. 

Second — Over the entire surface lay four plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 27% in. over the preceding one and 
mopping with Ruberoid Coal Tar Pitch the full 27% in. on each sheet 
so that in no place shall felt touch felt. These felts shall be cut off 
at the angle of the roof deck and walls or vertical surfaces. 

Third — Over the entire surface pour a uniform coating of Ruberoid 
Coal Tar Pitch into which, while hot, embed approximately 200 lbs. 
of gravel or 150 lbs. of slag for each 100 sq. ft. The gravel or slag 
shall be from % in. to % in. in size, dry and free from dirt. The entire 
surface shall then be thoroughly swept with a street broom and all loose 
particles of gravel removed, following which a heavy coating of 


COAL TAR PITCH and TARRED FELT 
GRAVEL or SLAG FINISH 



Third — Over the entire surface pour a uniform coating of Ruberoid 
Coal Tar Pitch into which, while hot, embed not less than 400 lbs. of 
gravel or 300 lbs. of slag for each 100 sq. ft. The gravel or slag shall 
be from % in. to % in. in size, dry and free from dirt. If the roof 
is applied during cold weather, or slag or gravel is damp, it shall be 
heated and dried immediately before application. 

The felt shall be laid without wrinkles or buckles, and the pitch 
shall not be heated to exceed 400° F. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 


COAL TAR PITCH and TARRED FELT 
GRAVEL or SLAG FINISH 



Ruberoid Coal Tar Pitch shall be mopped on, into which while hot 
approximately 200 lbs. of gravel or 150 lbs. of slag per square shall 
be embedded. 


The entire surface shall again be thoroughly swept with a street 
broom and all loose particles of gravel removed. 

The felt shall be laid without wrinkles or buckles, and the pitch 
shall not be heated to exceed 400° F. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 


Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 
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SPEC. NO. 203STP (20-year Bond) 

For use over poured concrete, precast concrete tile, book 
tile, or poured gypsum 

For inclines from 7" to 5" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and free from loose material, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered with 
Portland cement mortar 1 in. thick with a smooth and even finish. 

Nailing strips must be provided in concrete decks. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Over the entire surface mop solid with Ruberoid Steep Coal 
Tar Pitch four full thicknesses of Ruberoid No. 15 Tarred Felt, lap¬ 
ping each sheet 27% in. over the preceding one and mopping the full 
width of the 27% in. on each sheet. 

Second -— Each sheet shall be nailed with nails at intervals not to 
exceed 12 in. on a line 8 in. from its upper edge. Where nailing 
strips are used, each sheet shall be nailed with two nails into each 
nailing strip, the nailing to be done approximately 6 in. and 8 in., 
respectively, from the upper edge of each sheet. 


SPEC. NO. 204 (20-year Bond) 

For use over board sheathing 
(For inclines from I" to 4" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: If over boards, the roof deck shall be con¬ 
structed of seasoned lumber, smooth and securely nailed, and free 
from large cracks or knot holes. It shall be properly graded to outlets 
and swept clean and free from all loose material. Where gypsum 
blocks are required for nailing, they must be solid blocks. 

General Requirements and Conditions of Bond: See page 6. 

Application of Roofing: 

First — Over the entire surface lay two plies of Ruberoid No. 15 
Air-vent Asphalt Felt, lapping each sheet 19 in. over the preceding one 
and nailing as often as is necessary to secure, until the remaining felt 
is laid. These felts shall be turned up not less than 4 in. along all 
walls and vertical surfaces. 

Second — Over the entire surface embed in Ruberoid Roofing 
Asphalt three plies of Ruberoid Air-vent Asphalt Felt, lapping each 
sheet 24% in. over the preceding one, rolling each sheet immediately 
behind the mop to insure a uniform coating of hot asphalt, so that in 
no place shall felt touch felt. Each sheet shall be nailed along the 
back edge at intervals of 24 in. These felts shall be cut off at the angle 
of the roof deck and walls or vertical surfaces. 

Third — Over the entire surface spread a uniform coating of 
Ruberoid Roofing Asphalt into which, while hot, embed not less than 
400 lbs. of gravel, or 300 lbs. of slag per 100 sq. ft. Gravel or slag 
must be approximately % in. to % in. in size, thoroughly dry and free 
from dust or foreign matter. If roof is applied during cold weather, 



Third — Over the entire surface spread with a mop a uniform 
coating of Ruberoid Steep Coal Tar Pitch into which, while hot, embed 
not less than 250 lbs. per 100 sq. ft. of clean dry slag % in to % in. 
in size. The completed surface shall be swept with a broom in order 
to remove all loose slag. 

The felt shall be laid without wrinkles or buckles, and the pitch 
shall not be heated to exceed 350° F. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 



or the slag or gravel is damp, it shall be heated and dried immediately 
before application. 

Felt shall be laid without wrinkles or buckles. Asphalt shall not 
be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

If this roof is to be applied over insulating material, use the method 
of application as shown in Ruberoid Spec. No. 205. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 m. out onto the roof. 
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SPEC. NO. 205 (20-year bond) 

For use over poured concrete, precast concrete tile, book 
tile, poured gypsum*, precast gypsum block* or rigid 
insulation 

(For inclines from l" to 4" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and free from loose material, and properly graded to outlets. 

Where book tile is used the surface of the tile shall be covered with 
Portland cement mortar 1 in. thick with smooth and even finish. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free from traces of frost or ice, smooth and properly 
graded to drains or outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Coat entire surface with Ruberoid Concrete Primer applied 
cold and allow same to dry thoroughly. Where plastic material is 
used to caulk the joints of blocks, the coating of primer shall be held 
back 2 in. from all joints. 

Second — Over entire surface embed in Ruberoid Roofing Asphalt 
four plies of Ruberoid Air-vent Asphalt Felt, lapping each sheet 27% 
in. over the preceding one, rolling each sheet immediately behind the 
mop to insure a uniform coating of hot asphalt so that in no place 
shall felt touch felt. All felts shall be cut off at angle of roof deck 
and walls or vertical surfaces. 

Third — Over the entire surface spread a uniform coating of 
Ruberoid Roofing Asphalt into which, while hot, embed not less than 
400 lbs. of gravel or 300 lbs. of slag per 100 sq. ft. Gravel or slag 
must be approximately % in. to % in. in size, thoroughly dry and free 
from dust or foreign matter. If roof is applied during cold weather, 


SPEC. NO. 208 (20-year bond) 

For use over board sheathing, poured gypsum*or precast 
gypsum block* 

(Not to be used on inclines less than V per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck must be constructed of seasoned 
lumber, dressed on upper side, dry and free from large cracks and 
knot holes. Roof boards must be securely nailed in place, leaving no 
nail heads above the wood surfaces. Surfaces must be properly graded 
to outlets and cant strips provided in the angle formed between the 
roof and vertical surfaces. 

If the roof deck is of poured or precast gypsum it must be visibly 
surface-dry, free from traces of frost or ice, smooth and properly graded 
to drains or outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Lay one ply of Ruberoid Asphalt Base Felt, lapping each 
sheet 2 in. and not less than 6 in. at end laps. Nail at 6 in. intervals 
along the lap. This felt shall be turned up not less than 4 in. along 
all vertical surfaces. 

Second — Over this Ruberoid Asphalt Base Felt embed in Ruberoid 
Bond Roofing Asphalt three plies of Ruberoid Air-vent Asbestos Felt, 
lapping each sheet 24% in. over the preceding one, rolling each sheet 
immediately behind the mop to insure a uniform coating of hot Ruberoid 
Bond Roofing Asphalt so that in no place shall felt touch felt. Each 
sheet shall be nailed along the back edge from 1 to 1% in. down at 
intervals of approximately 18 in. These felts shall be cut off at the 
angle of the roof deck and walls or vertical surfaces. 

Third — Over the entire surface brush a uniform coating of Ruber¬ 
oid Cold Coating, using not more than 20 lbs. per 100 sq. ft. 


ASPHALT FELT and ASPHALT 
GRAVEL or SLAG FINISH 



or gravel or slag is damp, it shall be heated and dried immediately 
before application. 

Felt shall be laid without wrinkles or buckles, and the asphalt shall 
not be heated to exceed 450° F. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Important: Edges and eaves of gravel or slag surfaced roofs must 
be finished with suitable metal gravel stops having flanges extending 
at least 4 in. out onto the roof. 

* When this specification is used over a gypsum deck, the deck must be 
primed and strip mopped, such strip mopping of asphalt to be 12 in. in 
width and at intervals of not to exceed 18 in. 

All sheets of felt must be back nailed at intervals of 12 in. on center in. 
down from the upper edge and nailing must be done with 1 in - bright, 
(not galvanized) nails of in. head diameter. . , e 

When applied in this manner over gypsum, this roof is suitable for 
inclines up to 4 in. per foot. 



Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the hot mop and firmly embedded by brooming the 
felt. The asphalt shall not be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

If this roof is to be applied over insulating material, use the method 
of application as shown in Ruberoid Spec. No. 209. 


* This specification shall be followed over poured gypsum or precast 
gypsum decks except that all nailing shall be done with 1 Yi in. bright (not 
galvanized) nails having b /% in. diameter heads. The deck must be primed 
and strip mopped with asphalt when applying the base sheets, such strip 
moppings to he at least 12 in. in width and at intervals not to exceed 18 in. 
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SPEC. NO. 209 (20-year Bond) 

For use over poured concrete, precast concrete tile, or 
book tile 

(Not to be used on inclines less than J" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck shall be thoroughly dry, smooth 
and free from loose material, and properly graded to outlets. 

Wheie book tile is used the surface of the tile shall be covered with 
Portland cement mortar 1 in. thick with smooth and even finish. 

For inclines exceeding 3 in. to the foot, if the deck is of concrete, 
wooden nailing strips must be provided at proper intervals. 

Coves shall be provided in the angle formed between the roof and 
vertical surfaces. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Coat the entire surface with Ruberoid Concrete Primer 
applied cold, allowing same to dry thoroughly. Where plastic material 
is used to caulk the joints of blocks, the coating of primer shall be 
held back 2 in. from all joints. 

Second — Over entire surface lay two plies of Ruberoid Air-vent 
Asphalt Felt in Ruberoid Bond Roofing Asphalt, lapping each ply 
19 in. over the preceding one and rolling each ply immediately behind 
mop to insure proper adhesion of all sheets. In no place shall felt 
touch felt. Felts shall be cut off at top of cove or angle of roof deck 
and all vertical surfaces. 

On inclines exceeding 4 in. to the foot these sheets shall be nailed 
at intervals of 18 in. along back edge into nailing strips. 

Third — Over entire surface embed in Ruberoid Bond Roofing 
Asphalt three plies of Ruberoid Air-vent Asbestos Felt, lapping each 
sheet 24% in. oyer the preceding one, rolling each sheet immediately 
behind mop to insure a uniform coating of hot asphalt. In no place 
shall felt touch felt. Each sheet shall be nailed 6 in. from back edge, 



at intervals of approximately 18 in. These felts shall be cut off at 
angle of roof deck and walls or vertical surfaces. 

On inclines exceeding 3 in. to the foot, these sheets shall be nailed 
along the back edge at intervals of 24 in. 

These felts shall be cut off at the angle of the roof deck and all 
walls or vertical surfaces. 

Fourth — 0\er entire surface brush a uniform coating of Ruberoid 
Cold Coating, using not more than 20 lbs. per 100 sq. ft. 

Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the hot mop and firmly embedded by brooming 
the felts. Asphalt shall not be heated to exceed 450° F. 

All nailing shall be done either with galvanized roofing nails driven 
through flat tin caps or with 10 gauge galvanized roofing nails having 
heads of not less than % in. in diameter. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 


SPEC. NO. 210 (20-year Bond) 

For use over rigid insulation only 

(Not to be used on inclines less than 1" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck must be thoroughly dry, smooth 
and free from loose material, and must be properly graded to outlets. 

Insulating material must be firmly secured to underlying roof deck 
by nailing, mopping or securing with clips so that there will be no 
movement. It is recommended that one or more sheets of vapor seal 
felt be installed under insulating material as directed by insulation 
manufacturer. 

General Requirements and Conditions of Bond: See page 6, 
Application of Roofing: 

First — Over the entire surface embed in Ruberoid Bond Roofing 
Asphalt two plies of Ruberoid Air-vent Asbestos Felt lapping each 
sheet 19 in. over the preceding one, rolling each sheet immediately 
behind the mop to insure a uniform coating of asphalt. In no place 
shall felt touch felt. These sheets shall be nailed at intervals of 24 in. 
not more than 2 in. from the back edge where inclines exceed 3 in. 
per foot. 

Second — Over the felt thus laid embed in Ruberoid Bond Roofing 
Asphalt two plies of Ruberoid Air-vent Asbestos Felt lapping each 
sheet 19 in. over the preceding one and rolling each sheet immediately 
behind the mop. In no place shall felt touch felt. These sheets shall 
be nailed at intervals of 24 in. not more than 2 in. from the back 
edge where inclines exceed 3 in. per foot. All felts shall be cut off 
at the angle of the roof deck and walls or vertical surfaces. 

Third — Over entire surface brush a uniform coating of Ruberoid 
Cold Coating, using not more than 20 lbs. per 100 sq. ft. 

Felt shall be laid without wrinkles or buckles. It shall be rolled 
immediately behind the mop and firmly embedded by brooming the 
felts. The asphalt shall not be heated to exceed 450° F. 



Alternative Method of Laying Roofing: 

Note: Instead of Application of Roofing as specified above we will 
permit the following: 

First — Over the entire surface embed in Ruberoid Bond Roofing 
Asphalt four plies of Ruberoid Air-vent Asbestos Felt, lapping each 
sheet 27^> in. over the preceding one, rolling each sheet imifiediately 
behind the mop to insure a uniform coating of asphalt. In no place 
shall felt touch felt. All felts shall be cut off at the angle of the roof 
deck and walls or vertical surfaces. These sheets shall be nailed at 
intervals of 24 in. not more than 2 in. from the back edge where 
deck inclines exceed 3 in. per foot. 

Second— 0\er the entire surface brush a uniform coating of 
Ruberoid Cold Coating, using not more than 20 lbs. per 100 sq. ft. 
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SPECIFICATIONS TODAY 

FOR THE ROOFS OF TOMORROW 


Architects and Engineers are generally agreed that the trend is more 
and more toward making roofs functional—toward getting the greatest 
possible use from this valuable area. Most of these recent roof 
developments can be divided into the three classes pictured below, and 
Ruberoid has worked out sound, practical, tested specifications for each. 


PROMENADE ROOFS 

Sun-batlied play areas for schools, out¬ 
door decks for convalescents in hospitals, 
recreational space for office workers, are 
only a few of the uses of promenade roofs. 
Ruberoid gives you a simple, practical, 
efficient method of installing clay tile 
without the mess, weight and expense of 
a mortar bed. The entire application is 
confined to one trade; there is no need for 
expensive divided responsibility. 



HEAVY TRAFFIC ROOFS 

These are tough, husky concrete surfaced 
roofs on which factory trucks may he used 
constantly, on which oil drums may be 
stored, and where any kind of activity 
that wouldn’t damage a concrete sidewalk, 
may take place year after year. Ruberoid 
specifications give complete information, 
how to pour the slab and what to put under 
it. The cost is not excessive. 



GARDEN ROOFS 

Flowers, grass, shrubs, even trees, are now 
growing on many apartment roofs—real 
gardens for the enjoyment of city dwellers. 
These are made possible by effective Rub¬ 
eroid design of drainage and flashings. 
The cost is but little greater than conven¬ 
tional promenade tile. 






























SPEC. NO. 206 (20-year Bond) 

For use over concrete with or without rigid insulation 
(For inclines not exceeding J" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck must be thoroughly dry, smooth 
and free from loose material, and must be properly graded to outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Coat the roof deck uniformly with Ruberoid Coal Tar Pitch. 

Second — Over entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over the preceding one and 
mopping with Ruberoid Coal Tar Pitch the full 19 in. on each sheet 
so that in no place shall felt touch felt. Felt shall be cut off at angle 
of roof deck and walls or vertical surfaces. 

Third — Coat the entire surface uniformly with Ruberoid Coal Tar 
Pitch. 

Fourth — Over entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over the preceding one and 
mopping with Ruberoid Coal Tar Pitch the full 19 in. on each sheet 
so that in no place shall felt touch felt. 

Fifth — Before laying the tile, thoroughly sweep the surface of 
the roof and apply a uniform mopping of Ruberoid Coal Tar Pitch 
into which, while hot, lay one ply of Ruberoid No. 15 Tarred Felt, 
lapping each sheet 2 in. over the preceding one. Immediately before 
laying the tile, cover this surface with a uniform mopping of Ruberoid 
Coal Tar Pitch. No more roof surface shall be covered with this last 
ply of felt and mopping of pitch than is to be covered at the same 
time with tile. 

Sixth Over the roofing thus laid apply approximately % in. of 
Portland cement mortar (1 to 3 mix). No more mortar shall be 



applied at one time than is to be immediately covered with tile. Into 
this mortar bed lay Promenade Tile of Vitrified clay as selected and 
approved by the architect, setting them to show % in. joints. Joints 
shall be grouted full with Portland cement mortar (1 to 2 mix). Expan¬ 
sion joints approximately % in. wide and filled with a plastic material 
(as approved by the architect) shall be provided between the Prom¬ 
enade Tile and all flashings, and additional expansion joints shall be 
provided throughout the roof surface as may be necessary to take care 
of expansion. All expansion joints shall extend through mortar bed 
to top sheet of waterproofing. 

The felt shall be laid without wrinkles or buckles, and the pitch 
shall not be heated to exceed 400° F. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 


SPEC. NO. 206A (20-year Bond) 

For use over concrete with or without rigid insulation 
(For inclines not exceeding l" per foot) 

The roofing shall be a Ruberoid Bonded Roof carrying a 20-year 
Guaranty Bond, installed in accordance with conditions and specifica¬ 
tions as hereinafter set forth. 

Work by Others: The roof deck must be thoroughly dry, smooth 
and free from loose material, and must be properly graded to outlets. 

General Requirements and Conditions of Bond: See page 6. 
Application of Roofing: 

First — Coat the roof deck uniformly with Ruberoid Coal Tar Pitch. 

Second — Over entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over the preceding one and 
mopping with Ruberoid Coal Tar Pitch the full 19 in. on each sheet 
so that in no place shall felt touch felt. Felt shall be cut off at angle 
of roof deck and walls or vertical surfaces. 

Third — Coat the entire surface uniformly with Ruberoid Coal Tar 
Pitch. 

Fourth — Over entire surface lay two plies of Ruberoid No. 15 
Tarred Felt, lapping each sheet 19 in. over the preceding one and 
mopping with Ruberoid Coal Tar Pitch the full 19 in. on each sheet 
so that in no place shall felt touch felt. 

Fifth — Before laying the tile, thoroughly sweep the surface of 
the roof and apply a uniform mopping of Ruberoid Coal Tar Pitch 
into which, while hot, lay one ply of Ruberoid No. 15 Tarred Felt, 
lapping each sheet 2 in. over the preceding one. No more roof surface 
shall be covered with this last ply of felt and mopping of pitch than 
is to be covered at the same time with tile. 

Sixth — Strike measured lines over surface of felt thus laid either 
from exact center of the roof area, or from one square corner out, so 
that the tiles can be applied in accurate, straight courses. 

Using a trowel or rubber-blade squeegee, apply Pitch Base.Plastic 
over an area about 18 in. square, the plastic to be spread in a thickness 
of % e in. Slide each tile into the plastic bed, allowing a % in. joint 
both ways and carefully lining up tiles with the previously struck 
lines and with each other. Tile-setting should be done off boards, or 
planks, so that a minimum of movement occurs in the already installed 
tile. Continue above operation until all tiles are laid. 

Using grease guns or caulking guns equipped with rectangular 
nozzles, fill all joints of tile with Pitch Base Plastic to within ^4 in. of 
top of tile, and allow the material to level itself in the joints for an 



interval of four to eight hours, refilling any portions of joints where 
plastic has settled to less than ^4 in. from top of tiles. 

I ill this remaining ^4 in. flush with top of all tiles, with a dry mix, 
consisting of one part of Portland cement and four parts of dry sand 
and then soak each joint thoroughly with clear water. 

The felt shall be laid without wrinkles or buckles, and the pitch 
shall not be heated to exceed 400° F. 

All roofing work shall be done to the satisfaction and approval of 
the manufacturer. 

Special Notes: 

. Note 1—For purposes of computing live-load weights, the two standard 
sizes of clay roof promenade tile laid with customary % in. joints weiah 
approximately as follows: 


6" x 6" x 1"—950 lbs. per square 
. 6" x 9" x 1"—965 lbs. per square 

1 hese weights are in addition to the weight of the waterproofing mate¬ 
rials, as indicated in the Specification. 

Note 2 Roofing bonds issued on this type of roof are necessarily qualified 
with an exception of liability clause reading as follows: 

“No liability is assumed for failure of or defects in traffic bearing or prom¬ 
enade . materials applied over this roof nor for any expense involved in 
removing and/or replacing any part of said promenade or traffic bearing 
material when such action becomes necessary in order to make repairs to 
the underlying roofing membrane in accordance with the provisions of 
this instrument.” 

Note 3—Expansion joints through the body and around the edges of 
this type of roof are not necessary, owing to the nature of the waterproofing 
construction, but it is assumed that the designer will provide for suitable 
and adequate expansion joints where necessary in the roof deck itself. 

















































RUBEROID CONCRETE SURFACED INDUSTRIAL ROOF 


Special Notes: 

Note 1 —It is recommended that this roof he applied only over 
random level concrete roof decks designed for a minimum roof load 
of 32 lbs. per square foot. 

Note 2 — Roof drains shall be of the double drainage promenade 
type, and must in all cases be located at actual low points in the 
roof deck. 

Note 3 — Proper flashing is imperative with this type of roof. All 
parapet wall flashing is to be installed in accordance with Ruberoid 
Flashing Type No. 6B behind one course of back-up brick which will 
be omitted until the flashing construction is completed, after which 
the missing course will be laid. 

If not possible to accomplish this, as would be the case in an existing 
wall, all composition flashing must be completely covered with suitable 
metal base or counter flashing. 

Application of Roofing: 

Roofing shall be installed strictly in accordance with application 
directions as found in Ruberoid Spec. No. 203, governing the applica¬ 
tion of a Ruberoid Coal Tar Pitch and Tarred Felt, Gravel Surfaced 
Roof over concrete roof decks. 

The addition of one or more layers of felt and pitch to this base 
specification will correspondingly increase the anticipated life of 
the roof. 

Asphalt materials are not suitable for this type of roof. 
Application of Concrete Surface: 

After roofing and flashing have been completed, but before spreading 
gravel, flood entire roof area with water to a minimum depth of 1 in., 
and allow to remain for a period of 12 hours before draining off in 
order to determine that roof covering is watertight. 

Pour over the entire surface a heavy coating of Ruberoid Coal Tar 
Pitch into which embed clean, dry % in. to % in. roofing gravel in a 
minimum amount of 500 lbs. per square. 

Unroll over the entire area one layer of % in. mesh galvanized 
chicken wire or hardware cloth, occasionally wiring sections together 
at edges and ends to provide a continuous mat. 


2" CON CRETE 



Prepare a concrete mix consisting of one part Portland cement, 2% 
parts dry sand, and 3 Y> parts *4 in. gravel, using not to exceed 6 gallons 
of water per sack of cement. 

This mix shall be poured over the entire area to a depth of 2 in., 
and screeded smooth and to grade. 

Expansion Joints: 

Provision for expansion joints through this slab must be made 
around all walls and vertical surfaces and at 20 foot centers throughout 
main roof area. Expansion joints around all walls must be a minimum 
of 1 in. wide and through body of roof the expansion joint minimum 
is not to be less than % in. in width. 

An approved pre-moulded highway expansion joint material may be 
used for this purpose when applied in accordance with manufacturer s 
instructions. A satisfactory alternate method may be used by installing, 
as directed, lengths of greased bevelled wood strips laid on edge with 
the thick butt up. When the slab has set, these bevelled strips can be 
removed and the openings caulked with plastic cement which has been 
slightly thickened with dry Portland cement and worked completely 
into these openings and flush with their tops by using a caulking gun 
or grease gun. 


RUBEROID GARDEN ROOF 

GENERAL PREPARATION 

Special Notes: 

Note 1—This roof shall not be applied during periods when temperatures are 
below 40° F. 

Note 2—For the purpose of arriving at the correct design of the roof deck, the 
completed weight of this roof, including surfacing, is estimated to be 94 lbs. per 
square foot. 

Roof Decks: 

Roof deck shall be of reinforced concrete and shall be made smooth and dry with 
no ridges or marked depressions prior to application of the roofing. Extreme care 
shall be taken to see that openings for roof drains are located at the actual low 
points in the deck, and all such openings for roof drains must be at least 6 feet 
distant from any wall or vertical surface in order not to interfere with subsequent 
drainage. 

The construction of forms for pouring the hereinafter described drain boxes 
should be such as to allow for bottom of each drain box to be approximately 6 in. 
below surface of roof deck. See Fig. 6. 

Coves or cant strips may be omitted. 

Parapet and Bearing Walls: 

Parapet or fire walls shall be laid up to a height of approximately 20 in. from the 
grade line of the roof deck and one course of back-up brick shall be omitted until 
the flashing work is completed following which the walls may be laid up to their 
required height. See Fig. 2. 

In the case of a bearing wall where inside course cannot be omitted at the time 
of its building, one course of back-up brick shall be applied over completed flashing, 
properly capped and counter flashed as per Fig. 3. 

Flashing: 

Before commencing application of roof, all composition and metal flashing must 
be completed. Composition flashing shall be constructed strictly in accordance 
with Ruberoid Flashing Spec. Type No. 6B, using Ruberoid Tarred Felt through¬ 
out, and using Ruberoid Pitch Base Plastic Cement where plastic cement is 
indicated. A satisfactory alternate method may be used by mopping solid to the 
wall and together five sheets of Ruberoid No. 15 Tarred Felt with Ruberoid Roofing 
Pitch. All felts shall be run up vertical surfaces for a distance of 18 in. and out on 
roof for a distance of 30 in., nailing the top edges into the mortar joints at intervals 
of 12 in. on center, using a hardened cut nail and metal cap. Under no circumstances 
shall galvanized nails be used, if metal flashing material is to be of copper. 

AH parapet and fire-walls shall have installed a course of approved metal through- 
wall flashing of a type which has a flange extending not less than 4 in. down the 
inside face of the wall to serve as a counter flashing. Metal through-wall flashing 
shall be installed not less than 18 in., nor more than 22 in., above the finished 
grade line of roof deck. Metal base flashing of the same type as is used in the 
through-wall flashing shall be installed extending up vertical surfaces for a distance 
of 18 in. and out on flashing felts for a distance of 6 in. 

Vertical joints in the metal base flashing shall be locked and soldered and joints 
in the metal through-waU flashing shall be lap joints of not less than 4 in. Fig. 
2 and 3. 

Vent Stack Flashing: 

All vent stacks, exhaust pipes or similar openings through the completed roof 
shall be flashed with 4 lb. lead sleeves over the top of the pipe each having an 18 in. 
wide flange and these flanges shall be installed over aU of the completed plies of 
roofing and double felt stripped prior to the application of the poured top coat of 
pitch and of the gravel. The tops of aU such pipes shaU be protected with metal 
screens or guards to prevent the entrance of debris due to future occupancy. 



Fig. 1. The court between these apartment buildings at Fair Oaks, 
Minneapolis, is actually the roof of garage beneath. Lawns and shrubbery 
were planted over a Ruberoid Garden Roof. 


Included in the construction of the roof deck shall be the erection of reinforced 
concrete drain boxes surrounding the openings for roof drains which have been 

S redetermined as being the low points, the number of roof drains and drain boxes 
epending on the area of the roof deck. 

These drain boxes shaU be approximately 40 in. square with 8 in. thick walls 
and extending 12 in. in height from the grade line of the roof deck. A variation 
of the length and width will be permitted to allow for the size of the man-hole 
cover frame to be provided and installed. 

Round openings shall be provided through each side to accommodate the entrance 
of four copper pipe sleeves and flanges, such sleeves and flanges to allow for the 
entrance of 4 in. clay field tile and these openings are not to exceed 1 in. in height 
from the grade line of the roof deck. See Fig. 5 and 6. A square concrete pad 
shall be cast integrally with the bottom of the drain box, the top of the pad being 
at least 6 in. above the bottom of the drain box so as to provide a trap for sand and 
dirt between the entrance of the drain pipes and the roof drain. 

Flashing of Drain Boxes: , „ , . 

The flashing of the exterior walls of the drain boxes shall proceed in the same 
manner as outlined under “Flashing,” except that copper base flashing may be 
omitted and the copper counter flashing installed with a 6 in. flange extending 
over the completed roofing felts and a 1 ^ in. flange extending into the previously 

prepared raggle joint in the exterior walls of the drain box . 

The bottom of the drain box shaU be waterproofed with five plies of pitch and 
felt with gravel surfacing. The interior walls of each dram box as well as the 
concrete pad in which the roof drain is located shall be waterproofed by the applica¬ 
tion of four sheets of tar saturated waterproof fabric and five moppings of pitch, 
the fabric to be laid smoothly and without wrinkles and buckles. This interior 
waterproofing of drain boxes shall proceed before the installation of the copper 
pipe sleeves as indicated and the entire completed interior of each dram box shall 
be given a trowel coat of cement mortar. See Fig. 5 and 6 next page. 
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GARDEN ROOF 

CONSTRUCTION DETAILS 


Brick Backing to be 
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Flashing 

Metal Base Flashing 



Fig. 4, right. 
Section through 
Completed Roof 
and Drainage Tile. 
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Felt 
Roofing 


Fig. 2. Parapet Wall Flashing. 
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Fig. 3. Bearing Wall Flashing. 
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Fig. 5 , below. Detail 
Showing Drain Box 
Flashing Construction . 



4" Drain 
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5 Ply Pitch & Felt Roofing 

Fig. 6. Detail Showing Drain Box Construction. 


APPLICATION OF ROOFING 

After all flashing has been completed and drain boxes waterproofed 
(see Fig. 6) apply over the entire roof deck a Ruberoid Built-up Coal 
Tar Pitch and Tarred Felt, Gravel Surfaced Roof in accordance with 
Ruberoid Spec. No. 203 except that five plies of felt shall be laid 
instead of four, lapping each sheet 29 in. over the preceding one and 
mopping solid throughout. 

Before pouring the top coat of pitch, plug all drains and outlets 
and flood the entire roof area with water to a depth of approximately 
2 in., and allow to remain for 24 hours so as to determine that the 
roof and all flashing are water-tight. When this is determined, drain 
the roof and allow the felts to dry thoroughly before proceeding. 

After the surface of the felt has dried thoroughly, pour a top coat 
of Ruberoid Coal Tar Pitch in the amount of not less than 60 lbs. per 
square into which, while hot, embed clean dry % in. to % in. gravel to 
an approximate depth of 4 in., raking the gravel to a smooth even surface. 

Roof Drains: 

If the roof drains which are to be furnished and installed by the 
plumbing contractor are fitted with metal flanges, such flanges must 
be applied over the completed waterproofing and double felt stripped 
prior to the pouring of the top coat of pitch and application of the 
gravel. If they are of a type fitted with clamping rings without flanges, 
four sheets of Ruberoid Tar Saturated Fabric shall be installed over 
and into the rings with plastic cement and this fabric then covered 


with a collar of fabric applied in plastic cement prior to fastening the 
upper ring, following which a trowel coat of cement mortar shall be 
applied over the entire area as per Fig. 6. 

FINISHING 

Field Drain Tile: 

Sweep trenches in the surface of the gravel to a depth where the poured top 
coat of pitch is visible, in these trenches lay lines of field clay tile having a diameter 
of 4 in. extending outward from the four sides of each of the drain boxes. The 
joints of the tile shall be butted and the lines shall be laid as straight as possible. 
They shall extend out to either the nearest high point in the roof deck, or untii 
they meet with a similar line from any other adjacent drain box. The first section 
of field tile shall extend into the pipe sleeve and be caulked into the sleeve with 
Oakum and plastic cement. 

Close observation and identification shall be made at the time of draining the 
roof after the test flooding so as to determine the high points adjacent to each drain 
box where the line of field tile shall be directed. 

After tile is laid, sweep gravel back to and over it so that tile will be held in place 
until application of final surfacing. 

Garden Surfacing: 

The following work shall be done preferably under subcontract by a landscape 
gardening organization familiar and equipped with means of supplying and installing 

Over the 4 in. of gravel which has been applied on the roof and raked smooth, 
install a course of clay sub-soil to a depth of 4 in. raking or rolling level and smooth. 
Immediately after application of clay, install black dirt suitable for growing grass 
to a depth of 4 in. more or less, to bring completed roof surface up to lower edge of 
drain box covers. 

Sow grass seed or lay sod as desired and install manhole covers in the frames 
which are provided. 

The building caretaker shall be instructed to clean the drain boxes of accumulated 
silt at intervals of not over 30 days. 
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RUBEROID FLASHTITE FLASHINGS 

For use with Ruheroid Bonded Roofs 


TYPE NO. 3 FLASHING 

(10-year Endorsement) 

Maximum height above grade line 
of roof deck 12-inches. Minimum 
height above grade line of roof 
deck 8-inches. Not suitable for use 
with water insulated roofs. 

This is a practical, inexpensive method of 
flashing any type of vertical wall or curb 
which will permit of permanent and frequent 
nailing. It is not suitable for reinforced con¬ 
crete surfaces unless nailing strips are cast 
integrally. 

No metal is required and the entire instal¬ 
lation can be completed by the roofing con¬ 
tractor. It is suitable for use with either 
flat or steep roofs, and in conjunction with 
either smooth or gravel surfaced roofs. 

This flashing is not suitable for use with 
water-cooled roofs where portions of it are 
subject to constant immersion in water. 

TYPE NO. 4 FLASHING 

(10-year Endorsement) 

Maximum height above grade line 
of roof deck (exclusive of coping) 
36-inches. Minimum height above 
grade line of roof deck (exclusive 
of coping) 12-inches. Not suitable 
for use with water insulated roofs. 

This type of flashing is recommended for 
use where it is desirable to cover and make 
waterproof the entire top and inside surface 
of parapet walls. 

In all cases, it is essential that masonry 
coping be used with this flashing, and that 
the flashing be completely installed before 
the masonry coping is applied. 

This flashing is not suitable for use with 
water-cooled roofs where portions of it are 
subject to constant immersion in water. 




TYPE NO. 5 FLASHING 

(15- or 20-year Endorsement) 

Maximum height above grade line 
of roof deck (exclusive of coping) 
36-inches. Minimum height above 
grade line of roof deck (exclusive 
of coping) 12-inches. Not suitable 
for use with water insulated roofs. 

Requirements for installation of this flash¬ 
ing are the same as for Type No. 4 (outlined 
above). Application of an additional sheet 
of felt and an additional trowel coat of Flash- 
tite Cement make for considerably longer life. 

In all cases, it is essential that masonry 
coping be used with this flashing, and that 
the flashing be completely installed before 
the masonry coping is applied. 

This flashing is not suitable for use with 
water-cooled roofs where portions of it are 
subject to constant immersion in water. 



Stone or Masonry- 
Coping Required 


Concrete Primer 


Flashtite 
-Cement — 


Roofing Felts 


Concrete :• 
£.'v- OR 

Brick Wall 
With ■ 
No Nailing 
Strips 
•Required 


Asbestos Strip 
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TYPE NO. 6 FLASHING 


(10-, 15-or20-yearEndorsement) 
Metal Counter Flashing 

Maximum height of reglet above 
S^ade line of roof deck 18-inches. 
Minimum height of reglet above 
grade line of roof deck 8-inches. 

This is one of the oldest forms of composi¬ 
tion flashing, and is probably the most satis¬ 
factory when properly installed. 

For a 10- or 15-year Endorsement, 26 gauge 
galvanized iron, painted both inside and out 
with red oxide, is required. For a 20-year 
Endorsement, 16 oz. copper counter flashing is 
required. It is essential that the metal counter 
flashing be installed immediately after appli¬ 
cation of the composition felts (to prevent the 
infiltration of water during a sudden rain be¬ 
hind the unprotected upper edge of felts). 

This flashing is suitable for use with water- 
cooled roofs, as it will successfully withstand 
long periods of complete immersion in water. 



TYPE NO. 6A FLASHING 


(10-, 15-or 20-year Endorsement) 
Metal Base and Counter Flashing 

Maximum height of reglet above 
grade line of roof deck 18-inches. 
Minimum height of reglet above 
grade line of roof deck 8-inches. 

The specification for this flashing provides 
for the conventional method of installing both 
metal base and counter flashing in those sec¬ 
tions of the country where such construction 
is standard practice. 

For a 10- or 15-year Endorsement, 26 gauge 
galvanized iron, painted both inside and out 
with red oxide, is required. For a 20-year 
Endorsement, 16 oz. copper counter flashing 
is required. 



TYPE NO. 6B FLASHING 


(]0-,15-or20-yearEndorsement) 
Metal Base and Counter Flashing 

Maximum height of reglet above 
grade line of roof deck 18-inches. 
Minimum height of reglet above 
grade line of roof deck 8-inches. 

This flashing is similar to Type No. 6A 
except that it provides for installing the flash¬ 
ing without the necessity of nailing to the roof 
deck. It should be specified in all cases where 
metal base and counter flashing is installed in 
conjunction with roof insulation. (It has 
been found not practical to attempt nailing 
through a metal flange into roof insulation.) 

This method of installing metal base and 
counter flashing should also be employed in 
conjunction with masonry roof decks. 

For a 10- or 15-year Endorsement, 26 gauge 
galvanized iron, painted both inside and out 
with red oxide, is required. For a 20-year 
Endorsement, 16 oz. copper counter flashing 
is required. 
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TYPE NO. 7 FLASHING 

(10-year Endorsement) 


Not suitable for use with water 
insulated roofs. 

This method of flashing is especially recom¬ 
mended where it is not possible to obtain 
adequate nailing (such as for reinforced con¬ 
crete parapet walls, fire walls, curbs, concrete 
penthouse walls, etc., which are not suitably 
equipped with nailing strips). 

The amount of waterproofing employed in 
this flashing construction makes it suitable 
for use with water-cooled roofs. 



TYPE NO. 8 FLASHING 


(15- or 20-year Endorsement) 
Flashing Block 

This flashing block was originally designed 
for, and can be used successfully only in con¬ 
junction with, random level roof decks. It 
must not be used on areas where there are 
valleys, crickets, or any other inclines. (Al¬ 
though this type of flashing has been used in 
conjunction with steep roofs, the excessive 
cost of cutting brick to provide for a straight 
line makes such construction highly im¬ 
practical. ) 

To obtain a properly finished job, the 
grooves of the flashing blocks must be set 
in a straight, horizontal line 5 in. above the 
grade line of the roof deck. 

The amount of waterproofing employed in 
this flashing construction makes it suitable 
for use with water-cooled roofs. 



TYPE NO. 8A FLASHING 


(15- or 20-year Endorsement) 
Flashing Form in Concrete Walls 


The same data outlined above for Type No. 
8 Flashing (for brick walls) applies to Type 
No. 8A Flashing (for concrete walls). 

This construction, too, should be used only 
in conjunction with random level roof decks; 
it must not be used on areas where there are 
valleys, crickets, or any artificial inclines 
whatever. 



of Finish .Sheet. Nails Spaced 
" 12"Apart and 3”from Wall' 


Metal •Stpta'p 
' Bracket * 


Finish Sheet of 45* 
^Prepared Roofing 


5 Layers Cement 


Gravel or Slag 


12 Barbed Roofing Nails thru 


Metal Strap After Flas'hIngHas Been 
Bracket n ^5et in Place Point up the • 
_——y Groove with Plastic Cement 


Flat Tin Disks Before Application 


Flashing For 


Built-up Roofing ■: 

■ ^Concrete Deck. 
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RUBEROID 


The “Double Valve” action of 
Ruberoid Air-Vent* Felt averts 
many annoying roof failures. Air, 
trapped under roofing, expands 
with the sun’s heat, causing blis¬ 
ters that bulge and lift. Patented 
Air-Vent Felt has pinpoint per¬ 
forations—punched alternately from 
top and bottom—that form “Out¬ 
let” and “Inlet” valves. When Air- 
Vent is laid, the air or vapor be¬ 
neath is forced out through these 
tiny “Outlet” valves, Asphalt seeps 
through the “Inlet” valves giving a 

* Pat. No. 2096784 


better bond between the layers of 
felt. Result: freedom from blister 
problems. 

Ruberoid Air-Vent Felts (available 
in both Asphalt and Asbestos types) 
have proved themselves through 
years of use on industrial and com¬ 
mercial buildings in all weathers. 
Specify Air-Vent for built-up roofs 
. . . it reduces roofing failures and 
costly repairs. Ask your approved 
Ruberoid roofing contractor or 
write us for full specifications. 


The RUBEROID Co. 







































Digitized by: 



international 


ASSOCIATION 

FOR 

PRESERVATION 

TECHNOLOGY, 

INTERNATIONAL 

www.apti.org 


BUILDING 

TECHNOLOGY 

HERITAGE 

LIBRARY 


https://archive.org/details/buildingtechnologyheritagelibrarv 

From the collection of: 


Carol J. Dyson, AIA 







